Google 



This is a digital copy of a book that was preserved for generations on library shelves before it was carefully scanned by Google as part of a project 

to make the world's books discoverable online. 

It has survived long enough for the copyright to expire and the book to enter the public domain. A public domain book is one that was never subject 

to copyright or whose legal copyright term has expired. Whether a book is in the public domain may vary country to country. Public domain books 

are our gateways to the past, representing a wealth of history, culture and knowledge that's often difficult to discover. 

Marks, notations and other maiginalia present in the original volume will appear in this file - a reminder of this book's long journey from the 

publisher to a library and finally to you. 

Usage guidelines 

Google is proud to partner with libraries to digitize public domain materials and make them widely accessible. Public domain books belong to the 
public and we are merely their custodians. Nevertheless, this work is expensive, so in order to keep providing tliis resource, we liave taken steps to 
prevent abuse by commercial parties, including placing technical restrictions on automated querying. 
We also ask that you: 

+ Make non-commercial use of the files We designed Google Book Search for use by individuals, and we request that you use these files for 
personal, non-commercial purposes. 

+ Refrain fivm automated querying Do not send automated queries of any sort to Google's system: If you are conducting research on machine 
translation, optical character recognition or other areas where access to a large amount of text is helpful, please contact us. We encourage the 
use of public domain materials for these purposes and may be able to help. 

+ Maintain attributionTht GoogXt "watermark" you see on each file is essential for in forming people about this project and helping them find 
additional materials through Google Book Search. Please do not remove it. 

+ Keep it legal Whatever your use, remember that you are responsible for ensuring that what you are doing is legal. Do not assume that just 
because we believe a book is in the public domain for users in the United States, that the work is also in the public domain for users in other 
countries. Whether a book is still in copyright varies from country to country, and we can't offer guidance on whether any specific use of 
any specific book is allowed. Please do not assume that a book's appearance in Google Book Search means it can be used in any manner 
anywhere in the world. Copyright infringement liabili^ can be quite severe. 

About Google Book Search 

Google's mission is to organize the world's information and to make it universally accessible and useful. Google Book Search helps readers 
discover the world's books while helping authors and publishers reach new audiences. You can search through the full text of this book on the web 

at |http: //books .google .com/I 



ELECTRICAL PHENOMENA 



IN 



PARALLEL CONDUCTORS 



VOLUME I 

ELEMENTS OF TRANSMISSION 



BY 



FREDERICK EUGENE PERNOT, Ph.D. 

A890C, Member A.LE, E.; AanatarU Profeaaor of Electrical 

Engineering, Unvoereiiy of California; Captain, 

Signal Reserve Corps, U, S. A, 



FIRST EDITION 



NEW YORK 

JOHN WILEY & SONS, Inc. 

Lokdok: CHAPBfAN & HALL, LmiraD 

1918 



COPTRIGHT, 1918, 
BY 

FREDERICK EUGENE PERNOT 



V. H. GILSON COMPANT 
BOSTON, U.S.A. 



PREFACE 



It is of fundamental importance to be able to predetermine with 
. as much numerical accuracy as possible, the phenomena which 
may take place in electrical systems. It is of importance first, 
because such predetermination, when possible, can be made at 
much less expense and trouble than is required to obtain the same 
information experimentally; and second, because information so 
obtained opens a way to new developments and improvements 
in the application of scientific knowledge. To predetermine in 
a numerical way what may happen in electrical systems imder 
different conditions requires that the various phenomena be 
expressed in a mathematical form or the equivalent thereof. Of 
cotirse it is not the mathematical expressions themselves which are 
of main interest, but these expressions are necessary since they 
afford the only means at our disposal, other than experimental 
investigation, by which the desired knowledge may be obtained. 

In this volume an attempt has been made to set forth the 
mathematical developn^ents leading to solutions for a number of 
'^ problems arising in connection with the transmission of electrical 
; energy over metallic circuits. The fundamental equations for the 
^ propagation of currents and voltages along an electrical circuit 
consisting of parallel conductors or the equivalent thereof have 
^ been developed and presented by a number of writers — Heaviside, 
i Fleming, Pupin, Steinmetz, Kennelly and others; but it has been 
K^ the writer's experience to note that the application of these de- 
^^ velopments to present-day engineering problems has been com- 
paratively rare. This has been due partly to the unfamiliarity 
of a great many of engineers with the particular type of mathe- 
matics necessarily involved in such discussions, and partly to the 
fact that the presentation of the material in various publications 
has not been in such a form as particularly to invite its application. 
Instead of developing and applying to problems rigorous methods 
of solution^, the tendency has been to develop apparently simple 
approximate methods ; but investigation shows that in many cases 
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the simplicity is onljr apparent and that accurate results may be 
obtained with as little mechanical labor as the approximate. 
Further, a realization or understanding of accurate methods leads 
to an ability to develop approximate methods where such are 
needed on account of the complexity of rigorous solutions, and to 
apply these approximate methods with due consideration of their 
limitations and significance. 

For some time the author has felt- that it would be of real 
service to have collected imder one head as much as possible 
of the available material dealing with the present subject, as well 
as the addition of such further developrhents as may be possible. 
It seemed desirable, also, to include in this work the discussion of 
a number of matters, which, though not falling directly under the 
above title, are nevertheless used so often in connection with the 
particular problems which do fall under this head that a complete 
imderstanding thereof is essential. Accordingly, in this volume 
a discussion of periodic and alternating quantities in general, with 
methods of analysis of periodic curves into Fourier's series, has been 
included. A discussion of the more common form of oscillograph, 
methods for its use and an analysis of its mode of operation, was 
deemed desirable. The fact that at the present date the oscillo- 
graph plays such an important part in the study of transmission- 
line phenomena leads to the belief that its discussion here is not 
irrelevant. 

In regard to the treatment of transmission-line phenomena 
proper, this volume is to be thought of as forming an introduction 
to subsequent volumes dealing with specialized forms of electrical 
transmission, and. therefore it naturally has for its scope a dis- 
cussion of some of the more general properties of transmission 
systems only. Continuously alternating-current phenomena only 
have been discussed, for the introduction of methods for deter- 
mining the transient currents or voltages in a conductor or system 
of conductors leads to solutions more complicated than seem 
advisable here. Further, desirable forms of such solutions differ 
so greatly for different types of circuits which may arise that no 
one particular form could be considered sufficiently general to be 
treated in this introductory volume. 

Between points of discontinuity in a simple Une carrying con- 
tinuously alternating electrical quantities, the currents and volt- 
ages at one point are related to the currents and voltages at 
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another point by simple linear relations, and these relations are 
naturally expressed in terms of hyperbolic fmictions. Since in 
alternating-current work complex quantities are used for the 
representation, analytically, of the vectors in a vector diagram, 
our algebraic formulas necessarily involve hyperbolic functions 
of complex variables. This fact has been one of the greatest 
obstacles preventing a more general utilization of rigorous trans- 
mission-line formulas. The portion of this volume which deals 
with transmission-line phenomena may properly be thought of as 
merely an elaboration dealing with the various forms and results 
which may be obtained from the two fundamental linear equations 
relating quantities at one point in a Une to similar quantities at 
another point. In many places these linear equations are of 
exactly the same form as the equations for systems of entirely 
different types, — that is, localized circuits, — and therefore our 
discussions, instead of appl3ring to transmission lines only, are 
appUcable also to the general electrical circuit for which equations 
of the same nature hold true. The coefficients of such linear 
equations are of course given by different fimctional relations 
among the various circuit constants when different types of circuits 
are considered. In " Theory and Calculation of Electric Currents " 
by J. L. LaCour and 0. J. Bragstad a discussion of the general 
electrical circuit is given, with reference to the operating charac- 
teristics of circuits carrying uniformly alternating electrical quan- 
tities, which the author has found very illuminating. It is to be 
hoped that further treatments from this standpoint may appear, 
for the generality of the methods employed make such discussions 
of great value. 

Although, in this present volume, some explanation of the 
complex-quantity method of dealing with alternating quantities 
seemed desirable in order to establish for the reader a clear knowl- 
edge of the forms of procedure followed, it has necessarily been 
assumed that those interested would be familiar with the various 
fundamental theorems and ideas concerning the behavior of the 
simple properties which go to make up an electrical circuit. Hav- 
ing clearly in mind the physical significance of the four funda- 
mental constants involved in electrical sjrstems, that is, resistance, 
conductance, self-inductance and electrostatic capacity, and hav- 
ing formulated the methods by which mathematical discussions 
relating to alternating quantities may be carried on, further 
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developments may be thought of as only mathematical in their 
nature. The above condition, however, does not obviate the 
necessity of being very familiar, from a physical standpoint, with 
the particular problems in hand, for unless such familiarity exists 
much difficulty will be encountered in carrying through the mathe- 
matical developments leading to solutions which are of interest 
and importance to the practicing engineer and to the physicist. 

The author wishes to express here his appreciation of the 
valuable advice and encouragement 6ffered by Professor Harris J. 
Ryan of Stanford University and of the services rendered by 
Messrs. E. N. D'Oyly and Geo. L. Greves in verifying the various 
mathematical steps and numerical illustrations. 



FREDERICK EUGENE PERNOT. 



Bbbkelbt, California^ 
AprU 27, 1918. 
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CHAPTER I 



PHENOMENA IN CONTINUOUS CURRENT TRANSMIS- 
SION OVER NON-LEAKY LINES 

1. The Simple Direct Ctirrent Circuit. — The simplest con- 
ception of a transmission circuit is that in which an unvarying 
current is transmitted over a system in which only the ohmic 
resistance of the conductors need be considered. By taking into 
account only the resistance of the conductors, the tacit assumption 
is made that between any two points which constitute the ends of 
the transmission system under discussion (either as actual termini 
or as points at which discontinuities are introduced) there is no 
"leakage" of current from one conductor or "side" of the system 
to the other. The electric current is therefore the same in magni- 
tude at both ends of such a system, while the potential difference, 
or voltage, between the conductors changes from point to point 
because of the electromotive forces consmned by the resistance 
and current flow. 

2. Non-uniform Conductors. — The general case for the above 
is that in which the resistance of the conductors per unit length 
along the system is not constant. Physically, such a condition 
brings to mind a circuit in which the conductors are of varying 
cross-section or material. 

Since the cross-section or material of the conductor is var3dng 
from point to point, the resistance of the conductor per unit length 
along the circuit must be defined by the equation 

dR /I V 
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in which dR is the actual resistance of the circuit included within 
the length dl. This expression can be made to include both wires 
of the system if they are parallel and therefore of equal lengths. 

Let A = cross-sectional area of conductor. 

p = specific resistance of conductor material. 



Then 



dR^dR, + dR,^^ + ^. 

Ay At 



dR _ Pi . Pi .rt\ 

'"*■ dT" iT + i;' ^^^ 

in which the subscripts 1 and 2 refer to the separate wires or 
conductors. Unless otherwise specified, r will be understood to 
be defined by (2), thereby including both conductors. Since r 
varies along the line, in order that the problem be determinate its 
value must be given as a function of distance, from one end of the 
line say, and therefore 

Obviously, from (2) the total line resistance of the system is 

rdl-=J f(l)dl. ^ (3) 

It E — voltage or potential difference between the conductors 
at any point, the gradient of potential difference at this point is 
defined by 

F = -«- = gradient of potential difference. (4) 

If 7o = current in the conductors and the distance { be counted 
positively from the load end towards the source of energy, 

F = ^ = r7o = Jo/(0. (5) 

The integral of (5) gives the expression for line voltage at any 
point, 

E = Jlof(l)dl=-IoR + C. 

R = line resistance between the point in question and the load, 
and therefore the integration constant C is seen to be equal to 
the voltage at the load, Eq, 

E=-Eo + Rio, (6) 



TRANSMISSION PHENOMENA 3 

and at the supply end, where I = k, 

E^Eo + fl Jo. (7) 

In short, it is seen that even though the resistance be distributed 
in a non-uniform manner, it is entirely unnecessary to consider 
anything except the total value of line resistance, 



R 



t=- f^rdl, 



unless the manner of distribution of the various electrical quanti- 
ties throughout the line length is desired. This simplicity arises 
from the fact that the Une current is uniform or constant in value 
throughout the line length, and therefore all int^prals reduce to 
expressions involving only the total resistance. Though very 
simple, this matter is one of fundamental importance, for it is due 
to departures from this condition that the more complicated 
solutions become necessary. 

3. Ttansmission Phenomena. — Utilizing the value of total 
line resistance Rt, the entire discussion of such a transmission line 
is nothing more than that of a simple electrical circuit. 

Eo = voltage at load or receiving end. 
Jo = current throughout the system. 
Rt = total line resistance. 

Then 

E ^ Eo + RJo — generator voltage. (8) 

Pq = EJo — power at load, in watts. (9) 

P = Eh = -Po + RJq^ = power at generator. (10) 

P' = RJi? = total line loss. (11) 

Efif. = -^ = -=5 = efficiency of transmission. (12) 

The voltage regulation of a transmission line is defined as 

rise in receiving end voltage from load to no load 

load voltage ' 

the generator voltage being supposed to remain constant after 
throwing off the load. Under load conditions, by equation (8) 
the receiving end voltage is 

Eq = £ — Ruoy 
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and at no load, therefore, Eo = E. The rise in voltage from load 
to no load is RJo. 

^g« = w 5^ = regulation at load 7o. (13) 

As will be noted, equation (13) is not that of a straight line with 7o 
as independent variable if the generator voltage E be supposed 
constant for all loads. If, however, the generator voltage be 
adjusted with changing load so that the receiver voltage Eq remains 
constant, then the regulation will obviously be given by 

Reg. = -^j for constant Eo. 

With a constant generator voltage E, it is interesting to notice 
the change in the power at the receiver, Po, with a change in cur* 
rent Jo. 

Po = JBo/o = (S - RJo) lo = Eh - iJtW. (14) 

Froni this equation it is seen that Po is a quadratic function of lo, 
and therefore for any particular value of Po there are two possible 
values of current Jo. Also, for certain values of Po the expressions 
for Jo become complex imaginaries, indicating physically that the 
value of Po for which the solution was made was larger than ttie 
line in question is able to transmit at the assumed valjue of genera- 
tor voltage. This is, of course, for positive values of Po. 

The maximum amount of power which may be transmitted over 
the line of resistance Rt, at a generator voltage £, is to be obtained 
from (14). By diflFerentiation i 



dPo 







= £? — 2 J?|Jo = 0, for maximum Po, (15) 



thus 



Jo = o~d" > f<^r maximum Po, (16) 



and the maximum power becomes, by substituting (16) in (14), 

(Po)nua. = ~ (16a) 

For the current value determined by (16) it is obvious that the 
load resistance is equal to the line resistance, Rq ^ Rt, which is the 
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FiQ. 1. — Direct Current TranBmiafdon line Characteristics. Line Resistance, 

0.50 ohm. Generator Voltage Constant, 250 Volts. 
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FiQ. 2. — Direct Current Transmission line Characteristics. line Resistance, 
0.50 ohm. Generator Voltage Constant, 250 Volts. 



6 CONTINUOUS CURRENT TRANSMISSION 

familiar relation between internal or line resistance, and load 
resistance, for a maximum power at the receiver. 

Although in the preceding all quantities have been expressed 
in terms of the load current and load voltage, it may be convenient 
to introduce as independent variable the load resistance Rq. 

Thus, substituting Eo = RqIo in equation (12) for line efficiency, 
and simpUfying the expression, 

which is an expression independent of either the voltage or current. 
Similarly, in equation (13) for line regulation, 

Reg. = §-'. (18) 

For power, since 

E 
^0 = PIP aJ^d Eo = RfJo, 

E^ 
P = EIo = D — p-D — power at generator. (19) 

/to "T iCt 

R 
Po = RoI(? = .p . DN« E^ = power at load. (20) 

(Ko -f- tCt)'^ 

For the case of constant generator voltage, Fig. 1 shows a 
number of curves plotted to Jo as independent variable, and Fig. 2 
shows the curves for the same system plotted with the load resist- 
ance Ro as independent variable. 

The above discussion covers the more important phenomena in 
a simple direct-current transmission where line resistance only need 
be considered. The equations are intended to cover only the case 
of a line suppUed with power at one end and loaded at the other. 
Obviously, in the practical distribution of power the simple con- 
ditions mentioned are not often realized. Such problems as the 
design of a railway feeder to supply power to an interurban rail- 
way, for instance, involve much more than a consideration of the 
simple matters mentioned above. There will be no attempt made 
here to take up such matters as distribution problems, particu- 
larly as there are already a number of publications dealing exclu- 
sively with the practice and economics of power distribution. 



CHAPTER II 
DIRECT-CURRENT LINE WITH LEAKAGE 

4. General. — Under this head will be discussed the case of 
a line whose conductors are of uniform resistance and between 
which there exists a uniformly distributed conductance, or means 
of leakage. A portion of the following has already been presented 
in numerous works, but it is included here for the sake of com- 
pleteness. 

The following discussion is based entirely upon the use of hyper- 
bolic functions, the natural means of expression for the phenomena 
occurring in systems of the character named. In fact, throughout 
the entire discussion of transmission systems, the use of hyperboUc 
functions leads to an elegance of treatment which cannot be at- 
tained by any other means. 

6. Fundamental Differential Equation and Solution. — Let 

r = resistance of both conductors per unit length of line, ohms. 
g =B conductance from wire to wire per unit length of line, 

mhos. 
I = distance counted positively towards energy supply. 
E ~ Une voltage at any point at distance, l. 
I = Une current at any point at distance, I. 

The resistance of an element of line of length cS is r cQ, and the 
conductance between wires is g dl. 
Therefore, taking differentials 



(1) 



dI = Egdl, dE = 


Irdl, 


dl _ r.„ dE _ J 


9,gain with respect to I, 


d*I dE 
dP'^ dl' 




d*E dl 
dP ~^ dl 


* 



(2) 
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Substituting the values of the first derivatives from (1) in (2), 






(3) 



The two equations in (3) are identical in form, and are of the 
general type of linear, second order differential equation 

of which the general integral is 

in which mi and mt are the two roots of the quadratic 

oom' + aim + a« = 0, 

and Ci and Cs are integration constants. 
In (3), the particular case under discussion, 

Oo = 1, ai = 0, and os = — rg, 

which gives 

w»* — rgf = 0, 

mi = +V^, I (4) 



The solutions of (3) are therefore 

E = Ai€^' + A,6-"^', 






(5) 



where Ai, At, Bi, and £s are integration constants to be deter- 
mined by initial conditions. 

6. Determination of Integration Constants. — As initial con- 
ditions, let the current and voltage at the load, or receiving end, 
be designated by h and Eo, respectively. At this end, by the 
arbitrary choice of positive direction along the line^Z =» and the 
exponential terms in (5)^ reduce to unity. 

To evaluate the int^ration constants, differentiate the first of 



SOLUTIONS IN TERMS OF HYPERBOLIC FUNCTIONS 



(5) and substitute the result in the second equation of (1) for the 
point Z = 0. Thus, 



— =x VrgAi - V^A2 = r/o. 



Also, by (5), E 



L- 



Ai + A2 = Eq. 



(6) 



The solution of the two simultaneous equations (6) jrields 



(7) 



By symmetry, or by proceeding in an exactly similar manner, 



B. = i(j,-^.V/2), 



(8) 



and therefore, in the general integral (5), 



E 



(9) 



Equation (9) is complete, in that it expresses the voltage and 
current at any point explicitly in terms of the line constants and 
the voltage and current at the load end. In general, it will be 
found that it is most Convenient to so utilize the load quantities 
as independent variables, though for some purposes other pro- 
cedures may be more desirable. This matter will be discussed 
later, in connection with the performance of lines carrying alter- 
nating currents. 

7. Solutions in Terms of Hyperbolic Functions. — Although 
complete, equation (9) is not in very convenient form for compu- 
tation. By combining terms, and letting 



= v^, 



(10) 



10 



DIRECT-CtJRRENT LINE WITH LEAKAGE 



8 better fonn results. 



E = 5(«»' + 6-')£o + V^i(«" 



1 
2 



7 o i (e" + e-0 U + 



0^ 






(11) 



The parentheses are immediately seen to constitute the two hyper- 
bolic functions, cosh d and sinh vl, which will be utilized therefor. 
The equations then become 

E = Eo cosh vl + 7o y - sinh vl^ 



9 



7 = Jo cosh vl + Eo 



^anhvl. 



(12) 



if =s \/rg may be considered as one of the fundamental Une 

constants, as well as the quantity y - or its reciprocal y -. In 

fact, these two quantities completely specify the characteristics 
of a direct-current transmission circuit when operating imder 
steady conditions, and as far as computation purposes are con- 
cerned they constitute a more convenient means of specification 
than the simple quantities r and g, though either set is easily 
obtained from the other. 

For future convenience in writing, the line constants wiQ be 
expressed in either one of the alternative forms, as follows: 

r = line resistance per unit length, 

g ~ leakage conductance per unit length, 

or i> = VJ^, [ (13) 

and .-V^, y-\ = \/l- 

The fundamental line equations, on which subsequent develop- 
ments are based, are then 



E = Eocoe!\ivl + I^sinhvlf 1 
/ = Jo cosh vl + Eoy sinh vl, J 



(14) 



8. Particular Forms of Solutions f or g == and for r = 0. If 

either r or g becomes zero, then equations (12) or (14) assmne an 
indeterminate form, which may be evaluated either by the standard 
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11 



methods of calculus for the evaluation of indeterminate forms, or 
by a consideration of the actual physical phenomena occasioned 
by one of these constants becoming equal to zero. 
When flf = 0, 

I ^ Iq (discussed in Chapter I). 

When r = 0, 

E ^ Eq 

7 = /o + Ecgl 



(15) 



9. Load-end Quantities in Terms of Generator-end Quan- 
tities. — It is often desirable to express the quantities Eo and 7o 
in terms of E and 7. It is apparent that such a solution might 
be obtained from (14) by substituting —I for I, which would 
be equivalent to coimting distance as positive in the direction of 
energy flow. To leave no doubt as to the validity of such a pro- 
cediu^, solve the two equations (14) simultaneously for Eo and 7o. 
The result is 

E cosh vl — Iz sinh vl 



Eg 



7o = 



cosh^ vl — sinh* vl 

I cosh vl — Ey s inh vl 
cosh* vl — sinh* vl 



The denominator is seen to be equal to imity, and therefore 

Eo "= E cosh vl — Iz sinh vl, 
7o = Icoshvl — Eysinhvl. 



(16) 



Other combinations derived from the original equation (14) are 
of interest and importance. The load at the receiving end may 
be represented by an equivalent resistance, or conductance. 



7? ^0 

io 






Ro Eo 
Eo ^ Rolof 7o ^ GoEof 

which values when substituted in (14) give 

E = i2o7o cosh 9Z + 7o2; sinh t^Z, 
7 = 7o cosh vl + loRoV sinh vl, 
E ^ Eo cosh vl + Effit^ssinh d, 
J » OoEo cosh vl + Eoy sinh d, 



(17) 



(18) 
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from which 

Eq = 



Io = 



Go coeh d + y sinh tl' 

E 

Rt cosh vl + z siuh vV 

" cosh t>I + Go2 sinh vl ' 
cosh vl + Roy sinh vl 



(19) 



(20) 



10. Voltage Regulation. — At this point the equations for 
voltage regulation may be developed. The regulation is defined 
in the same way as was done in section 3, Chapter I. 

By equation (14), the generator voltage, which remains constant 
on the removal of the load /o, is 

E = Eq cosh vl + 7o2sinh vl. 

At no load, the conductance Go = 0, and equation (20) serves to 
determine the value of receiver voltage at no load with the voltage 
E at the generator. Let 

E' = no load receiver voltage; 
then by (20) for Go = 

ipf — ^ — ^0 cosh vl + /pg sinh v l 
" cosh vl ~ cosh vl 

= Bo + /o2 tanh vl. (21) 

Iteg. = ^^^ = ^zUinhvl (22) 

xvo ^0 

For any given line, z tanh vliaa, constant, and therefore for such 
a condition of operation that the load voltage Eo is maintained 
constant by adjustment of the generator voltage, the curve of 
voltage regulation when plotted to load current as absciss® will 
be a straight line, the same as for the simple case in which line 
leakage was not considered. The magnitude of the regulation 
will differ. 

The case parallel to that illustrated by equation (13), Chapter I, 
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where the generator voltage is supposed to remain constant at all 
loads will now be considered. 

E = constant generator voltage, 
/o = load cuQ-ent. 

Solving (14) for the value of Eo in terms of E and Jo, 

^o^ ^^^^^y^^^ -^sechrZ^/ogtanhrf. (23) 

By (20) the no-load receiver voltage iaE' ^ E sech vl, 

P^ _ E' — Eq _ IjiZ tanh vl 

h 



Ey cosech vl — /o 



(24) 



Equation (24), as in the case of equation (13), Chapter I, for the 

line without leakage, is not that of a straight line but of a curve 

passing through the origin and reaching a value of infinity at a 

value of /o = Ey cosech vL^ which is the value of h occurring when 

the load end of the line is short-circuited. This may be verified 

from equation (19) by placing JZo » 0. 

11. Power Relations in General. — At the load end of the line 

the power received is 

Po = EJ[o watts. 

At any other point the power is given by 

P^EI, 

E and I being given by (14). Multiplying the two expressions 
in (14), 

P^EI ^ JS?afoCOsh«rf + EJosinh^vl 

+ Eo*y sinh vl cosh vl + 7o*z sinh vl cosh vl. (25) 

By the hyperbolic reduction formulse in the Appendix, this reduces 
.to 

P = Pocosh2rf + § (/o*« + Eo^) sinh2»L (26) 

The total line loss is P' = P — Po. UtiUzing this relation in 
(25), 

F = Po (cosh'rf + sinh^vl - 1) 

+ Eo^ sinh vl cosh vl + hh sinh ti cosh vl; 
P' = Pf? sinh« vl + iEf?y + 1 oh) sinh vl cosh rf. (27) 






2. W 



•/•-l 
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For lines with very small losses it is desirable to calculate the 
power loss directly by (27) since a much greater accuracy may be 
seciu^d in this way than by calculating P and then numerically 
subtracting Po, for in this latter case the difference between two 
large quantities of nearly the same value must be taken. 

In presenting the formulse as developed, it is not expected that 
they are to be applied indiscriminately to any and all cases, for 
though they are rigid, and will therefore yield accurate results 
wherever they are applied, it may not be at all necessary to in- 
troduce the degree of refinement that their use yields. Individual 
cases must be treated individually, if an efficient use is to be made 
of the material at hand. Obviously, there is little sense in calcu- 
lating line phenomena by rigid formulae to a degree of accuracy 
yielded by six-place logarithms, say, when the line constants on 
which the computations are based are perhaps in error by as 
much as two or three per cent. Such matters must be left to 
the judgment of the individual, but they cannot detract from 
the desirabihty and need of preparing and presenting rigid 
expressions. 

12. Maximum Power. — Following the scheme adopted in 
section 3, Chapter I, the maximmn value of power which can be 
transmitted over a leaky line by a generator of constant voltage, 
-B, will now be investigated. To do this, £© and Po will be ex- 
pressed in terms of E and Jo, and since E is constant the value of 
/o which will give a maximum Po can be found. 

By (23) Eo=^ E sech vl - /©z tanh vl, 

Po = EJo = loE sech vl - I oh tanh vl (28) 

For a maximmn, the first derivative of P© with respect to h 
must be equal to zero, and the second derivative must be negative. 



dPo 
dh 



= E sech rZ — 2 7o2 tanh rf = for max. (29) 



cPPo 

-Tj-j =—22 tanh vl, which is negative. 

Thus, by (29), the load current for maximum power is 

E sech vl E 



JPq ■■ max. 



2 z tanh vl 2z sinh vl 



(30) 
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Substituting (30) in (28) and collecting terms, 

E^ E^ 

® * " 4zsinht?icoshri "" 22sinh2ri 

It is interesting to compare the expression (31) for the maximum 
power which can be transmitted over a leaky line with the expres- 
sion for the maximmn power which can be transmitted over a non- 
leaky line, which is, by (16a), Chapter I, 

]E* 

It is evident that 4 z sinh vl cosh vl = 2z sinh 2 vl replaces the 
quantity 4 Rt when there is leakage present. By introducing into 
(31) the condition that g = 0, the expression should reduce to (32). 

m 

This will be shown to be true. 

Expanding 2 z sinh 2 vl into a series, using the values of z and v 
by (15), 

2zsmh2vl = 2\^l2V^l + ^(2Vi^iy + ' • •] 

= 4rZ + f r*gP + - • • . 

Now, all terms except the first contain g, and therefore for (7 = 0, 
2 z sinh 2 vl reduces to 4 rl, which is identical with the denomina- 
tor of (32), since 

Rt = rl = total line resistance if uniformly distributed. 

13. EflSciency. — In the non-leaky line, by equation (17), 
Chapter I, it is seen that for loads approaching zero (JZo approach- 
ing infinity) the efficiency approaches unity in value. Such is not 
the case for the leaky line, for it will be shown here that there is a 
definite limit to the possible value of line efficiency, no matter what 
the condition of loading may be. 

Using equation (26), 

Fff s= — = ^^^^ 



P Eoloco8h2vl + i (z/o^ + i/AV) sinh2t?Z 

^ (33) 



cosh2rf + i(2^ + yj?)sinh2rf 



From (33) it is apparent that the efficiency is in no way depend- 
ent upon the absolute magnitude of either Eo or Jo but rather 
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upon the ratio of the two, that is, upon Ro or Go. Obviously, also, 
the maximum efficiency will occur for such a valufe of this ratio as 
will make the term 

u = z-^ + y-j- = a mmimum. 

Letting Go = i?, ai^d remembering that y = -, we have 

i>o ' z 

u^zGo + -^' 

For a minimum, 

du__ 1 „^ 

dGo " ^ 2G0* " ' 

from which 

1 

Jn the double sign, only the positive can have a physical signifi- 
cance, and by investigating the value of the second derivative it 
can be shown that this sign gives a minimum to the value of u. 
Thus, for a maximum efficiency. 



h = Eoy. 



(34) 



Substituting the ratio of Eo to h as given by (34) in equation 
(33), the maximum efficiency which may be attained is 

^- ^- = cosh2vlislnt2vl = ^" ' ^^S) 

The next and final step in this development will be to express 
the load current for which maximmn efficiency occurs in terms of 
the generator voltage E, which is supposed to be constant. 

Introducing (23) into (34), for maximum efficiency, 

E sech vl — /o2 tanh vl = zio, 
from which 

/ 1 = ^sechrf ^ E^^j .gg. 

jEff. -max. « (1 + tanh vl) z^ ' 

Comparing (30) and (36) it is seen that the maximum efficiency 
does not occur coincidently with the maximum power at the load 
when the generator voltage is constant. 
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All of the above formulae involving hyperbolic functions could 
be expanded into series, thereby furnishing approximate solutions, 
but it is not considered at all necessary to include such develop- 
ments here. The above formuke, involving as they do only hyper- 
bolic functions of real or non-imaginary variables, are so con- 
veniently used numerically that to introduce series expressions 
leads to needless complexity. Neither does it appear necessary 
to introduce various approximate methods of solution, such as 
assuming that the entire leakage may be concentrated at the middle 
of the Une, or the still closer approximation of placing one-sixth 
of the leakage at each end and two-thirds in the middle of the line. 
The solutions based on su\;h assumptions are approximations, 
which in reality amount to using only a limited number of terms 
in the series expansions of the hyperbolic functions. If at any time 
tables of such functions are not available, it is more convenient 
to introduce the series for the evaluation of the hyperbolic functions 
than to resort to an approximate solution based on the above 
mentioned assumptions. 

14. Numerical Illustration. — Before proceeding further with 
theoretical developments, a numerical illustration of the foregoing 
will be given. 

Consider a line with the following constants per mile of length. 

. r = 50.0 ohms. g = 2 X 10"^ mhos, 
t, = v^ = 0.1000. 2 = y- = 500.0. y = y 2 == 0.00200. 

Let the line length be 2 = 15.0 miles. 
Then vl = 1.500. 

(a) What voltage would be required at the sending end to give 
a current of 0.050 amperes through a resistance of 200.0 ohms at 
the receiving end? 

Jo = 0.050, Ro = 200.0, Eo = /Wo = 10.00. 

By (14), E = 10.0 cosh 1.50 + 0.050 X 500 sinh 1.50 

= 10.0 X 2.35241 + 25 X 2.12928 = 76.7561 volts. 

(b) What is the generator current? 

By (14), / = 0.050 cosh 1.50 -|- 10.0 X 0.00200 sinh 1.50 

» 0.160206 amperes. 
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(c) What is the voltage regulation under these conditions? 

By (22), Reg. = j^ 500 tanh 1.50 = 2.50 X 0.90515 

= 2.263 = 226.3 per cent. 

(d) For a constant generator voltage of 100.0 volts, calculations 
of various quantities for different values of load current are given 
in the following table. The equations used are numbered to 
correspond with the text, and are given in the final numerical form 
for the particular case under discussion. 



(23) 

(28) 
(16) 

(21) 
(24) 



Eo = 100 sech 1.5-500 Jo tanh 1.5 
= 42.510 - 452.58 Jo. 

x^o ^ Ei^t' 

I = lo sech vl + Ey tanh vl, 
= 0.42510/0 + 0.181030. 

E' = 100 sech 1.50 = 42.510. 
E — Eq Iq 



Reg. = 



Ef 



0.200 cosech 1.5 - /© 



0.0939284 - h 
P = 100/. 



EflSciency = -^" 



P' = line loss = P - Po. 



TABLE I 
Calcttlation of Performance of Lbakt Line 



/o 


0.0 


0.01 


0.02 


0.03 


0.04 


0.05 


0.06 


0.07 


0.08 


0.09 


452.68 /o 


0.0 


4.520 


0.052 


13.577 


18.103 


22.629 


27.155 


31.681 


36.206 


40.782 


^0 


42.510 


37.084 


33.458 


28.033 


24.407 


19.881 


15.355 


10.829 


6.304 


h778 


Po 


0.0 


0.37084 


0.66016 


0.86700 


0.97628 


0.90405 


0.92130 


0.75803 


0.60432 


0.16002 


0.4251 /o 


0.0 


0.00425 


0.00860 


0.01276 


0.01700 


0.02126 


0.02551 


0.02976 


0.03401 


0.08826 


/ 


0.18103 


0.18528 


0.18053 


0.10378 


0.10803 


0.20228 


0.20654 


0.21079 


0.21504 


0.21929 


R«S. 


0.0 


0.11016 


0.27053 


0.46028 


0.74172 


1.13822 


1.76843 


2.92539 


5.74366 


22.9101 


P 


18.1030 


18.6283 


18.9532 


19.3783 


19.8034 


20.2285 


20.6536 


21.0787 


21.5038 


21.9280 


Eff. 


0.0 


0.02060 


0.03531 


0.04470 


0.04930 


0.04914 


0.04461 


0.03596 


0.02345 


0.00730 


P' 


18.1080 


18.1486 


18.2840 


18.5103 


18.8271 


19.2345 


19.7323 


20.3207 


20.9095 


21.7689 



The data obtained in the above table of calculations are shown 
plotted in Figs. 3 and 4. 
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FiQ. 3. — Characteristios of Leaky Direct Correat Tranamiflsioii line. 

Generator Voltage Constant, 100 Volts. 





























/ 






4 


nukb^. 


























I 


^.i 






7 


7 




n.6 


8^ 




























/ 


> 


7 


/ 


f— 


































L 


/ 




T 






81.0 


8.4 


























4 


ir 




7\ 




























— 


- 




y\ 


y 




/ 


F 








80.^ 


M 












I 


> 




y 


r 


/ 


_ J 


/ 
























/ 








/ 




/ 


Ss 


/ 












9M) 


L6 








' 


/ 






> 


/ 






/ 


/ 


\ 


k 




















/ 






1/ 


/ 






/ 


/ 






^ 










19.5 


1.2 






/ 


f 




y 


y 






/ 


V 










V 
















/ 




/ 


r 






A 


y 












^ 


K 






10.0 


0.8 




J 




/ 


. 






^ 


V 
















\ 


k 




^•~- 






f 


/ 






^ 


^ 


y^ 




















\ 




IRJi 


0.4 


i 


V 




^ 


"^ 


^ 
























\ 


Iw 






^ 


^ 
































\ 


l&O 






SA 



.04 



SA 



^ 



.01 



aoi 0.0B 0.06 ao4 ao5 0.06 007 ao8 aoo 

1.0 

FiQ. 4. — Characteristics of Leaky Direct Current Transmission Line. 

Generator Voltage Constant, 100 Volts. 



20 



DIRECT-CURRENT LINE WITH LEAKAGE 



. By equation (30) the maximum Po occurs for Jo = 0.0469642 

amperes, which may be noted on the plotted curve and is, by (31), 

0.99821 watts. 

One more illustrative example will be considered. ' 

Take a line with constants, r = 5.0 ohms, and g = 2.0 X 10~* 

mhos, per mile. Then 

V = 0.0100, z = 500.0, and y = 0.00200. 

As load values, let Eo = 10,000 volts and h = 10.0 amperes. 
For this load, the following table gives values of generator voltage, 
current, power, line loss, and efficiency of transmission for various 
line lengths. 



TABLE II 



I 


B 


/ 


P 


P' 


Eff. 


miles 


volts 


amperes 


K.W. 


K.W. 





10,000.0 


10.0000 


100.00 





1.0000 


20 


'11,207.4 


14.2275 


159.45 


59.45 


0.6272 


40 


12,864.4 


19.0257 


244.75 


144.75 


0.4086 


60 


15,038.0 


24.6877 


369.75 


269.75 


0.2705 


80 


17,814.9 


31.1365 


554.69 


454.69 


0.1803 


100 


21,306.8 


38.9348 


829.58 


729.58 


0.1205 



For line lengths greater than 40 or 50 miles, the generator 
voltage and current, and consequently power also, are seen to 
increase very rapidly. The example considered is, however, an 
exaggerated case inasmuch as the leakage coefficient, g, is several 
times larger than would be encountered in an actual system which 
was designed to transmit power at the voltage considered. The 
Une constants were arbitrarily selected so as to furnish results 
illustrating the properties of the solutions. 

In both this and the former illustrative example, the line losses 
were of sufficient size in comparison with the total power to be 
obtained readily by subtracting the power at the load from that 
at the generator, thus furnishing no necessity for calculating the 
loss directly by equation (27). The above results are shown in 
Fig. 5. 

16. Effective Resistance of Line and Determination of Con- 
stants by Measurement. — For a direct current transmission 
system with no leakage the effective resistance of the line and 
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loaxl at the generator end, as determined by the ratio Ejl^ is 
exactly equal to the load resistance plus the line resistance. For 
the leaky line such is not the case, the effective resistance depend- 
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FiQ. 5. — Characteristics of Leaky Direct Current Transmission line. Load 
at Receiver Constant; E^ » 10,000 volts and Iq » 10.0 amperes. 



ing upon the load resistance and the two line constants r and g, as 
well as upon the line length. 

The ratio of generator voltage to generator current defines the 
effective resistance. Utilizing equations (18a), after canceling the 
common factor Jo in numerator and denominator, one has 



i2 = ^- 



E Ro cosh vl + z sinh vl 
I 



cosh vl + Roy sinh vl 

» effective resistance from generator end as would 
be indicated by a Wheatstone bridge. 



(37) 
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The above equation, though complete, is scarcely as important 
as two special cases derivable from it. They are for the effective 
resistance when the load end of the line is short-circuited, and 
when the load end is open-circuited. The first may be derived 
directly from (37) by placing Ro equal to zero, but the placing of 
Ro equal to infinity (rather, allowing Ro to increase indefinitely) 
for the second case would lead to an indeterminate form. Dividing 
both numerator and denominator of (37) by Ro, or utilizing equa- 
tions (18b) gives 

n _ E _ cosh vl + GqZ sinh vl .^. 

"" / "" Go cosh !?Z-|-y sinh »r 

from which, by placing Go = 0, the desired result is obtained. 
Thus, from (37) for Ro = 0, 

R' =: z tanh vl = short-circuit resistance; (39) 

and from (38) for Go = 0, 

JK" = z coth vl = open-circuit resistance. (40) 

For infinite values of line length, the two expressions (39) and 
(40) as well as (38) approach the value of 2, since the hyperbolic 
tangent and cotangent both approach unity for continuously 
increasing values of argument. Thus, for infinite line length, the 
terminal or load resistance has no influence upon the effective 
generator-end resistance of the system, which is then equal to 



-s^-' 



infinite line resistance. (41) 

g 

Equations (39) and (40) are of importance in determining the 
values of r and g from actual measurement of line resistance. 
There are two quantities to be determined, and therefore two 
measurements taken imder different conditions will be required. 
The two simplest conditions to utilize are obviously those men- 
tioned above, viz., short-circuited and open-circuited, and from 
these two resistance measurements, taken either by means of a 
bridge or by the voltmeter-ammeter method, numerical values of 
B' and R" will be furnished. 

From these values of JK' and R" the values of r and g are to be 
determined. 
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Multiplying (39) and (40), 

B'B" = 2« = ?:, 

g 

and by division of these same equations, 

= tanh* vl; ypn = tanh { Vrg. 



R 



If 



Thus, knowing the line length, {, 

^ 9 

V = Vrg = J tanh"^ \W' 



(42) 



= vz ^jVWW' tanh-iy^, 



V 



« IVWR'' 



(43) 



Equations (42) and (43) suffice to accurately and completely 
determine the fundamental Une constants from the two measure- 
ments, R' and R''^ made under the specified conditions. The 
above method, or its equivalent, must be used in order to deter- 
mine the two fundamental line constants accurately when the 
total line resistance and leakage are relatively large, or to be more 
exact, when the product of these totals exceeds a certain definite 
amoimt depending upon the accuracy desired. 

The ordinary approximation methods for determining the line 
constants consist in taking 



r = -7 22 , Rt '=^ rl ^= R'y 



Q^ 



IR"' 



Gi = gl = ^,f 



(44) 



which are based on the assumptions that when the line is short- 
circuited for measuring 22' all the current traverses the entire 
line — that is, is of uniform value along the line length; and that 
when the line is open-circuited for measuring 22", the potential 
difference between conductors is the same throughout the length. 
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The approximation (44) is equivalent to assuming that in (43) 



tanh"^ V bP ^^^ ^® replaced by y ^77 » 

which will obviously introduce considerable error for values of 
the radical greater than two-tenths. It is also apparent, by (42), 
that the value of the ratio 

ft" 



v/i 



is dependent only upon the product vl = VrjSi. 

The following table will show the magnitude of the error which 
the approximation method would introduce under various con- 
ditions: 



TABLE III 
The Inverse Htferbouc Tangent 



Jr' 

y R" 


tanh-* ^—-'^/ZA-rf 


y R" 


tanh-i V^l^ - Vfi/?, - rf 


0.00 

0.05 
0.10 
0.16 
0.20 
0.25 

0.30 
0.35 
0.40 
0.46 
0.60 


0.00000 
0.06004 
0.10033 
0.15114 
0.20273 
0.26641 

0.30962 
0.36644 
0.42366 
0.48470 
0.64931 


0.66 

0.60 
0.66 
0.70 
0.76 
0.80 

0.86 
0.90 
0.95 
1.00 


0.61839 
0.69314 
0.77630 
0.86729 
0.97296 
1.09861 

1.26615 
1.47221 
1.83180 
Infinity 







By the use of the above table the error introduced into the 
determination of the fundamental line constants by the use of the 
approximation method may be determined as soon as the measure- 
ments on which the computations are to be based are available. 

16. Combinations of Leaky Lines. — In all of the preceding 
the discussion is applied to a line supplied with power at one end 
and delivering energy at the other end — a condition which per- 
mits the enumeration of practically all of the equations covering 
the phenomena of transmission of energy over leaky lines. The 
conditions named in the heading of this paragraph do not permit 
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of such ready and general treatment, though the general method 
of attack may be indicated. Assuming, of course, that each 
individual section of Une in such a S3n3tem is uniform throughout 
its length, the fundamental differential equations (3) and there- 
fore the general solutions (14) still apply if the integration con- 
stants Eo and /o are correctly interpreted. 

17. Single Generator Supplying Two Separate Loads. — As a 
first special case, consider a generator of constant voltage E 
supplying power to two separate loads at A and B, the connecting 
transmission systems being leaky. Figure 6 serves as illustration. 
The two sections of line will be defined by the quantities, 

Section 1, n, gi, k, or Zi, vi, k, yi = 1/zi. 
Section 2, r2, g^, U, or 22, th, h, 2/2 = I/22. 

The loads at A and B may, however, be specified in different ways. 
Suppose, for instance, that they be specified by means of equiva- 





Ia Ea 

fiection 1. I' "T' Section 2. 

Fig. 6. — Single Generator Suppl3ring Two Separate Loads. 

lent resistances, Ra and Rb, respectively. To determine all currents 
and voltages in the system when the generator voltage is equal to 
Ef proceed as follows: 

The equivalent resistance R" of the load Rt and line section 2, 
as measured at A, would be given by (37) as 

p,f _Ea _ Rb cosh VjU + Zj sinh vj^ , . 

" I" " cosh vj^ + Rbyt sinh v%l% ^ ' 

The above defined equivalent resistance is in parallel with the 
load resistance Ra, and thus the equivalent resistance of the two 
combined is 

nf ^ ^ ^ RgR" 

^ ' r " Ra + R''' (46) 

C = 1/B'. 

Then inmiediately, by (19), 

/' = — (47) 

R' cosh Vih + Zi sinh vii ^ 
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Also, 



Ea = RT, 




J Ea 
^' - Ra' 


1 


1 — j^ff — I. la- 




Again, by equation (19), 


* ~ ftft cosh V2k + Zi sinh v%lt^ 


Eb = RfJb- 


) 



(48) 



(49) 



Finally, at the generator, by equation (12), 

I — r cosh v^i + EaVi sinh t^ili. 



(50) 



Equations (45) to (50), which apply to the particular case under 
discussion, are arranged in convenient form for computation. 
They are not entirely independent inasmuch as the results obtained 
from one equation are introduced into one following. 

It is of interest to note the quantities which may be specified at 
will in such a transmission system. Assuming the line constants 
as fixed and the loading points A and B established, we may 
specify, for example, 

(1) Eby hy and /«, 

(2) Eb, Eay and 7«, 

(3) Ra, Rb, and E, 

but not such combinations as 

(4) Ea, Eb, and h, 

(5) Ea, h, and la, 

for in the latter it is readily seen that the quantities are not in- 
dependent. 

It is impossible to treat here an extended number of special 
cases, but the example just given may serve as a help in deciding 
upon a method of attack. 

18. Single Load Supplied from Two Power Sources. — A 
different form of problem is that in which a single load is supplied 
from two sources of power over lines possessing leakage, as shown 
in Fig. 7. 

Again, the problem may be stated in several different ways, 
some of which lead to impossible solutions. For example, with 
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fixed generator voltage and a short-circuit at the point of loading, 
the current Iq would be the sum of the two currents supplied by 
the two separate short-circuited lines, which, by equation (19) 
when i2o ~ 0, would be 

Ejyi coeech vik + Etyi cosech vj^. 

It would be absurd, with fixed generator voltages, to specify a 
load current /o greater than the above which could be supplied 




I' I" 





Section 1. Section 2« 

Fig. 7. — Single Load Supplied by Two Generators. 

over a short-circuit. The same is tnie in the discussion of a 

similar system without leakage. 

E 
As a concrete case, let the resistance of the load, JZo = -~, be 

io 

specified. All electrical quantities for given values of Ei and Et 
are to be determined. Let the convention as to positive direction 
in each circuit be as indicated by the arrows. Then, with the 
notation shown in the diagram, 

^0 = /' + /", ^^ I ' ^5jj 

The two currents /' and I" will be taken as the two unknown 
quantities whose determination constitutes the main feature of the 
solution of this problem. By equation (14), 

El = Eq cosh Vili + I'zi sinh vjtiy 
Et — Eo cosh Vik + r'sst sinh vj^. 

Substituting for Eo its value as given by (51) and collecting terms, 

(jBo cosh Vih + Zi sinh Vik) I' + {Rq cosh Vik) I" = Ei, 
(Ro cosh vj^) r H- (fio cosh vJ^'\'Z% sinh vj^ /" = E^ 



(52) 



In (52) there are two simultaneous equations in the two unknown 
quantities V and 1"^ which suffices for their determination. The 
solution by determinants yields 
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r,_ (Ro cosh vJt-hzi sinh vM Ei — (flb ooeh t^i^) Et 

(/2bcoBht;i^i+2iSLnht;i/i)(i2oOoshtyi4-2i8iiiht^) — /2(^ ooeh Vi/i cosh t^' 

j„__ (Ro cosh I'l^ +gi sinh Vjli) Et — (Ro cosh vM Ei 

(Ro cosh vik +2i sinh vik) (i2o cosh t;s/s +^ sinh iM — R^ cosh ViU. cosh vtlx 



/o = 



{zt sinh vd^ El + (si sinh Vih) E\ 



t 



(i2o cosh t^i^i+zi sinh vi/i) (i2oCoshtys+zksinht^U — /^(^.coshvi^iooshvs^i 



(53) 



The voltage at the load is i?o/o, which becomes, after expanding 
the denominator of the last equation of (53) and multiplying by /2o, 

(22 sinh !?2fe) Si + (zi sinh tJiZi) Bj 



2t cosh t^iZi sinh t>2i2 + Zi cosh t>2i2 sinh riJi + -b~ sinh riJi sinh vj^ 



(54) 



19. Unloaded Line with Double Power Supply. — Having 
determined the components of the load current by (53) and the 
load voltage, the determination of all other quantities is accom- 
plished with facility by the application of the several general 
equations appl3dng to simple circuits. The results in equations 
(53) and (54) are perfectly general, holding for all values of load 
resistance, and they therefore lead directly to a method of deter- 
mining the line current and voltage at any point when no load is 
present by the simple device of letting the resistance Rq approach 
infinity in value. 

Expanding the denominator in (53), dividing both numerator 
and denominator by i?o, and discarding all terms which reduce to 
zero on accoimt of the infinite value of R^, the resulting equations 
for. the line currents become 



''1 - 

i = 

Ji2o-oo 



El cosh vj^ — Et cosh V\li 



22 cosh v\l\ sinh vjig + Zi cosh v%U, sinh t^i^i 
J?2 cosh Vili — El cosh Vih 



(55) 



Z2 cosh Vili sinh vj^ + Zi cosh V2k sinh vJi ' 

while from (54), the voltage at the point in question is immediately 

^1 ^ EiZi sinh V2I2 + E2Z1 sinh Vik . . 

Ji2« - 00 Zi cosh Vih sinh Vih + 2i cosh t;2Z2 sinh Vih 

Th^ results expressed by equations (53) to (56) are of interest 
and importance. In the case of the loaded line as covered by 
equations (53) and (54), the distribution of current and voltage 
along either portion of the transmission system is conveniently 
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obtained by use of equation (14), counting distance from the point 
of loading and using the results obtained from (53) and (54) as 
initial quantities. Since the solutions as given are general, either 
positive or negative numerical values may be assigned to the 
electromotive forces Ei and Et. The meaning of the algebraic 
sign in a numerical solution resulting from the use of these equa- 
tions follows the convention usual in any application of ICirchhoff 's 
Laws where a direction as indicated by an arrow is arbitrarily taken 
* as positive. 

Equations (55) and (56) applied to a imiform, unloaded line 
serve immediately for the determination of the distribution of 
voltage and current. In a non-uniform or composite line con- 
taining two sections of line with different constants, the solution 
must be made first for the voltage and ciurent at the junction 
point, and then, utilizing equation (14) by the method mentioned 
in the preceding paragraph, for any desired point throughout the 
length of either section. Of course, in the case of the uniform, 
unloaded line whose constants are the same throughout the entire 
length between the two sources of power supply, the lengths k and 
It must be so taken that their sum is equal to the total line length. 

Naturally, if the line is imiform throughout, a simplified form 
of expression will result from either (53) and (54) or from (55) and 
(56), for in this case Zi = 23, and the denominators in (55) and (56), 
for example, reduce to a single fimction. For a uniform line whose 
total length is {1 + k, with constants v and z per unit length, 



El cosh vk — Ej cosh vli 
z sinh V (h + k) 

Ei cosh vli — El cosh vU 



(57) 



'■1 - 

/"I - 

TP 1 El sinh vk + E^ sinh di .^^. 

^^1. « ^uhv{li + W) (^^^ 

The denominator is constant for all points selected, since k + liis 
equal to the total line length, and therefore constant. 

20. Numerical Illustration. — A numerical illustration will be 
given here of the distribution of current and potential difference 
along a uniform, unloaded line, utilizing equations (57) and (58). 

Let the total line length be 100 miles and the line constants be 

r = 10.0, g = 10"^, per mile. 
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« = 2i = 2f = 10*. 1/ = 1/1 = 1/2 = 10^. 
t; = »! = t^ = 0.0100. 

The denominator of (57) is 10» sinh 1.00 = 1176.20. 
The denominator of (58) is sinh 1.00 = 1.17520. 

Let El = 100 volts and Et = 80 volts, both positive, and 
therefore acting in the direction indicated by the arrows in Fig. 7. 
The following table contains the calculations for determining the 
distribution of line voltage and current. 



TABLE IV 
LixE WITH Double Source of Power Supply 



h 


00 


10 


20 


30 


40 


60 


60 


70 


80 


90 


100 


It 


100 


00 


80 


70 


60 


50 


40 


30 


20 


10 


00 


Vli 


0.00 


0.10 


0.20 


0.30 


0.40 


0.50 


0.60 


0.70 


0.80 


0.90 


1.00 


tk 


1.00 


0.90 


0.80 


0.70 


0.60 


0.50 


0.40 


0.30 


0.20 


0.10 


0.00 


Bt rinh v{i 


0.00 


8.01 


16.11 


24.36 


32.86 


41.69 


50.93 


60.69 


71.05 


82.12 


04.02 


JBisinhvit 


117.52 


102.65 


88.81 


75.86 


63.66 


52.11 


41.08 


30.45 


20.13 


10.02 


00.00 


Sum 


117.52 


110.66 


104.92 


100.22 


96.52 


93.80 


92.01 


91.14 


91.18 


92.14 


04.02 


s. 


100.00 


94.16 


89.28 


85.28 


82.13 


79.81 


78.29 


77.55 


77.59 


78.40 


80.00 


Eioomhvlt 


154.31 


143.31 


133.74 


125.52 


118.55 


112.76 


108.11 


104.53 


102.01 


100.50 


100.00 


J?|008h«li 


80.00 


80.40 


81.61 


83.63 


86.49 


90.21 


94.84 


100.41 


106.99 


114.65 


123.45 


Difference 


74.31 


62.91 


52.13 


41.89 


32.06 


22.55 


13.27 


4.12 


-4.98 


-14.15 


-23.45 


10»X/' 


03.23 


53.53 


44.36 


35.64 


27.28 


19.19 


11.29 


3.51 


-4.24 


-12.04 


-19.95 



The distribution of current and voltage along the line as deter- 
mined in the above table of computations is shown graphically in 
Fig. 8. Naturally, with an unloaded Une supplied with energy 
at both ends in the manner considered in this illustration, the 
direction of current flow reverses at a point coinciding with the 
minimum of line voltage. 

21. General Network of Transmission Systems with Loads 
at Various Points. — Of such a system as mentioned very little 
can be said imless a large number of special cases be taken imder 
consideration, and as even then the field of possibilities could in 
no way be covered, the solution of such problems, if an exact 
solution be desired, must be left to the ingenuity and mathematical 
ability of the individual. In general, unless the problem be stated 
in a manner at variance with the physical possibilities (for instance 
by specifying a load current at some point greater than could be 
supplied by generators of the selected voltage over the trans- 
mission systems involved), it will always be possible to obtain a 
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solution. Kirchhoff's Laws will in general supply a number of 
current equations. If the generator electromotive forces are 
specified and the loads represented by their equivalent resistances, 
the scheme adopted in arriving at equations (51) to (54) will serve 
in a majority of cases. The known electromotive forces are 
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eicpressed in terms of the load resistances and the unknown cur- 
rents. A solution of the simultaneous equations so obtained 
expresses the imknown currents in terms of the known generator 
voltages and the load resistances. When applied to a single load 
fed by a number of transmission systems, this procedure is very 
simple — leading to as many simultaneous equations as there are 
transmission systems involved. Figure 7 illustrates a case having 
two such supply syBtems. With the possibility of using negative 
values for the generator voltagcSs in the general solution, the 
generators may virtually be considered as motors (or loads) of the 
voltage selected, and the range of applicability of the general 
solution thereby extended. 
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Even with three systems of transmission involved in a network, 
as above mentioned, the expressions both before and after the 
solution of the simultaneous equations are quite complicated, and 
with an increase in the number of systems involved or with an 
addition of intermediate loads the complexity of the mathematical 
development increases enormously. 



CHAPTER III 

PERIODIC AND ALTERNATING QUANTITIES. FOURIER'S 
SERIES AND ANALYSIS OF PERIODIC CURVES 

22. General. — The subject of tbis chapter is one which has 
been treated very many times. It is discussed here in order that 
the present volume may be rendered complete and may present to 
the person engaged in any investigation the means for obtaining 
with ease and dispatch the analysis of any given curve which is 
enable of being represented by a Fourier's Series. The matter of 
analysis by means of a finite number of ordinates, which heretofore 
has been considerably neglected, is also discussed. As a matter 
of interest a form of mechanical analyzer which was designed by 
the writer to facilitate the exposition of the theory of analysis is 
described. 

23. Periodic Quantities and Fourier's Theorem. — A quantity 
periodic in time may be described as one which passes recurrently, 
in equal intervals of time, through the same series of values. 

An alternating quantity is a special form of periodic quantity, 
in that in successive equal intervals of time it passes through a 
series of values which are both positive and negative. 

A special form of Fourier's Theorem, which is sufficient for the 
purpose in hand, states that any continuous, single-valued, finite, 
and periodic function may be represented by a series of trigono- 
metric sines and cosines— the terms in such a series having fre- 
quencies which are multiples of the fimdamental frequency of the 
periodic fimction. 

24. Use of Fourier's Series. — The utility of Fourier's Series 
in the treatment of alternating current problems is based on the 
fact that by the separation of a periodic quantity into its constit- 
uent terms, a number of simple harmonically varying quantities 
are obtained which, in further calculation, may each be treated 
separately by means rigorously applicable only to such simple 
harmonically varying quantities. Methods of employment of the 
results of such an analysis wiU be treated in a later chapter; 

33 
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this chapter deals only with the methods for separating a given 
periodic function into the constituent terms. 

Usually the given periodic quantity will be specified graphically 
by a curve, or by a set of numerical data from which such a curve 
may be plotted. Thus, y may be considered as a function whose 
value is known for any value of 6, 

25. Determiiiation of the Unknown Coefficients by Integra- 
tion. — Let the scale of the independent variable be so selected 
that the length of the period is equal to 2 t, and for the independent 
variable to this scale use the quantity or angle 0. Then we assume 
that 

y =/(tf) :=:: Ao + Aico&d + A%coa2e+ • • ' + AnCOBri$ 

+ • • ' + Bi8me + BtBm2e + ' • • +BnSmri$ + ' • • (1) 

the problem then being to determine the values of the unknown 
coefficients, Ao, ili, As, etc.; fii, B^, Bs, etc. 

In the usual manner, the details of which need not be discussed 
here, we find that by multiplying both sides of equation (1) by 
cos n^ d9 and integrating between the limits and 2 t. 



-If' 



COS nB dS, (2) 



except for the special case of n = 0, when the expression 

^0 = 0^ / ydB (3) 

must be used. 
By multiplying throughout hy sin vBdB and integrating. 



B. 



1 r^' 

= - I ysinnddd. (4) 

tJq 



From equation (2) it is seen that the coefficient An is equal to - 
times thp area imder the auxiliary crnrve 

y^ -yco&nB, (ut^O), 

when measured between the limits and 2 v. Similarly, Bn is 

1 
equal to - times area imder the auxiliary curve 

y" =^ ysianS. 
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26* Use of the Auxiliary Curves, y*— y cos nO and y" - y sin 
n6. — If, from the original curve, these auxiliary curves are 
calculated and plotted, the areas enclosed could be measured with 
a planimeter and the values of the various coefficients thereby 
determined. If a number of equidistant ordinates are known for 
* the original curve, the area of the auxiliary curves may be deter- 
mined approximately by taking the average height of ordinate of 
the auxiliary curve as computed (y' or j/") and multiplying by the 
length of the base, 2 t. Dividing the area so obtained by t as in 
equations (2) and (4) and by 2 ir as in equation (3), we have the 
simple result 

Ao = (average y), 

An«2(avg.2/co8n^), (n i^ 0), (5) 

Bn = 2(avg. ysinn^), 

subject to the errors arising from the approximate manner of 
obtaining the numerical value of the integral by the use of the 
average value of a finite number of ordinates. 

27. Determination of Coefficients from a Finite Number of 
Ordinates. — The determination of the various unknown coeffi- 
cients from a finite number of ordinates will now be considered. 
The given ciu^e is to be represented by a series of the form of 
equation (1) in which the number of trigonometric terms may be 
unlimited. 

Divide the wave length, or length of curve which is to be rep- 
resented by Fourier's Series, into i equal parts, numbering the 
ordinates 0, 1, 2, 3, ... (^ — 1), i. For the fundamental fre- 
quency, the total wave length is 2 tt radians, and therefore ordinate 
number m has an argument or angle of 

2m7r 



i 



radians. 



J , ^ 2 wt , - rt 2 WIT , , J 2 mT , 

yi,» = ilo+AiCOS— ^-|-il2COS2 — ^ — h • • • +-AnCOsn-^+ • • • 

+BiSin— ^ — hS2sm2— — h • • • -hSnSmn— ^ — f- • • • . (6) 

28. The Cosine Terms. — If we multiply equation (6) through- 
out by cos p — T— , where p is any positive integer, and take the 
summation of all ordinates over a complete wave length, 
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2^ 2/m cos p -^-- = Ao 2^ cosp — ^ + Ai 2^ cosp — 



t 

2 ??i7r 2 fnir 

coep 

m-l 



m"l m»l m"l 

+ • • • + -An 2< C06 p — T— COS n -^ — h 

m— 1 

, o x^ 2m7r . 2imr 

+ Bi 2^ coap -J— sin — j— 

w— 1 

1 -IT* x^ 2 Mir . 2inir , /-v 

+ • • • + Bn 2^ cos p —r— sin n — T — [-••'. (7) 

m— 1 

The summation constituting the coefficient of a general B, or 
sine, term may be represented by 

'IS* 2mx . 2mir 

Wn = 2^ cosp — J— smn — t""' 

which by the expansion 

cos a sin |8 = J [sin (a + 18) — sin (a — 0)] 
reduces to 

I'^c^'f- (p + n)2mv . (p-n)2mirl ,o\ 

^« = 2 S^ r"" — i ^'"^ — t — J' ^^^ 

The above summation vanishes for all integral values of p, n, 
and t, as can readily be seen from the fact that the summation of 
sines is equivalent to the summation of the projections on the 
vertical axis of t equal length vectors in a plane spaced under equal 
angles. Therefore in equation (7) there remain only the cosine, 
or A, terms. 

The summation constituting a general cosine coefficient is 

^' 2mT 2mir 

, «n = X cos p — T— cos n —r-f 

which by the expansion 

cos a cos |8 = J [cos (a + 18) + cos {a — 0)] 
reduces to 






1 *5AT (p+n)2m7r , (p-n)2mirl 

=2 x^L^^-^W — +^^ — t — J 



(9) 



In (9) the sunmiation of each term taken separately will vanish 

unless 

p + n^ Uf or p — n =^ it, 
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that is, unleflB 

n = it — p, or n = p — it, 

in which i repreients any integral niunber. i must assume aU 
values both positive and n^ative in order that every positive 
value of n be represented. 
Then, since 

2J cos — ^ — - t, (10) 

equation (7) reduces finally to 

2) y- cos p -~^ "" 2 . 2< M<<«-|») + ^^p-m > (11) 

in which any A with a negative subscript is meaningless and 
therefore to be discarded. 

29. The Sine Terms* — Proceeding in a similar manner for 
the establishment of expressions containing only the B coefficients 

we multiply equation (6) throughout by sin p — — and take the 

sununation over a wave length. 

vi' 2mir . vf . 2mv . . "iS* . 2mir 2mir 

2^ VmBLnp —r—^Ao 2^ Bmp —j- + Ai 2^ Smp —r- cos —r- 

+ ' ' ' -IrAn 2^ emp —?— cos n — ^ — |- • • • 

, ^ x^ . 2 wwr . 2 ??wr 
+ Si 2^ sm p —T-- sin —r- 

+ • • • + Bn 2^emp—T—Binn—r-+ • • • . (12) 

In a manner identical with that used for equation (8) it may be 
shown that the summations constituting the coefficients of the 
various cosine, or A, terms will all vanish separately when n and 
p have integral values. 

The coefficient of a general sine term is 



V • 2mT . 2mT 
t^n = X smp — T— smn — j— 

m-l * • 
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which by the expansion 

sin asinjS = J [cos (a — $) — cos (a + P)] 
reduces to 

1 v'r (p-n)2mir (p + n)2mT l ..^. 

m— 1 L * •J 

In equation (13) the separate summations entering Vn are always 

zero unless 

p — n ^ it, or p + n = it; 

that iS; imless 

n = p — it, or n==it — p, 

where, as before, i must take all negative and positive values in 
order that all positive values of n be represented. 

i = . . . , -3, -2, - 1, 0, +1, +2, +3, • • • 
Thus, by equation (10), 

2) Vm sin p -y^ = 2.2 ^^''■*'^ "■ "^^""P^ V ^^^^ 

in which, as before, negative subscripts are to be neglected. 

30. Interpretation of Results — Cosine Terms. — Equation 
(11) may be written 

X ^<«-p) + -^(p-^) = r 2) 2/m cos p -y^- (15) 

Obviously, the right hand member of equation (15) is twice 
the average value of t ordinates, equally spaced over a wave length, 
of the auxiliary curve 

y' = ycosp^, 

which is exactly the same as the right hand member of the second 
of equations (5). Consequently, it is apparent that by the use of 
the finite number of ordinates, t, the numerical value of twice the 
average ordinate of the auxiUary curve is not equal to the imknown 
coefficient Ap alone, but to the summation of all the A coefficients 
of the form indicated by the left hand member of (15) which may 
be present in the original curve whose analysis is sought. In case 
an infinite niunber of ordinates are used, the process of averaging 
becomes equivalent to an integration, and thus equations (5) and 
(15) are equivalent for t = infinity. 
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To be specific; suppose for some particular curve we have 
measured 18 ordinates over a complete wave length. Also sup- 
pose that for the purpose of determining the cosine term of the 
fifth harmonic we have formed the numerical value of the right 
hand member of equation (15). Then, ^ == 18 and p » 5, so that, 
neglecting negative subscripts, we have 

Ai+Ait+An+Azi+A4i+A4»+A»+ ' • • " Jg X 2/i«»co85-jg^- 

Using the expression (5) for this particular case would thus give 
a correct value for A^ only in the event of all the A coeflBicients of 
the orders Aa, A^z, Aii, A^f etc., being equal to zero, that is, being 
absent in the particular wave shape under investigation. 

31* Interpretation of Results — Sine Terms. — Equation 
(14) for the sine terms may be similarly treated. 

2 fi(P-«) - 5(«-P) = 7 X ^"" ^'^ ^ T"' (16) 

which may be compared with the third of equations (5). 

Applying (16) to the niunerical example in the preceding para^ 
graph, we note that 

B^-' BiM+ Bfz — Bn + Bai h • • . • ^ To X l/m sin 5 -Tg— 

Similar conditions for the exact determination of B^ are neces- 
sary here as were required for the exact determination of As. 
32. Particular Orders of Harmonics. — When p is zero or 

some multiple of ^• 

For the purpose of determining Ao we let p = 0, and then the 

multiplier cos p 7-7— in (15) is always unity. The result is then 



m-< 



Ao +Ao + At + At + Ait + Au+' • • =7 2) y. 



2 

^ Ifm, 
m— 1 

or 

Ao + At + Au + Au+' • • =7Xy-> (17) 

which coincides with the first of (5) except for the disturbing 
terms, A^, An, An, etc. 
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9 mm' 

If p is some multiple of t, the multiplier cosp — — again 

V 

reduces to unity and the result of the summation is the same as 
in (17). 

In regard to the sine terms, if p is zero or any multiple of t, it is 
obvious that the right hand member of equation (16) disappears. 
Building up the right hand member for p equal to ^ or any multiple 
of t, by giving negative and positive values to i, we obtain 

Bo-Ba+B,-B,+B„-B„+ 1 Jy-si'^^'^^O. (18) 

where k = any integer. 

If p is an even multiple of ^ it is also a multiple of t, the case 
just discussed. 
For p an odd multiple of ^, equation (15) reduces to 

At+Azj^ + A5t+ ••• = 72 2/«cosp— -^• 

2 2 8 ^m-l ^ 



(19) 



This equation reduces to 

2 2 2 ^m-1 

which indicates that the determination of any A coefficient whose 

subscript is an odd multiple of ^ is vitiated by the presence in the 

given curve of all other coefficients of the same type. 

Obviously, the right hand member of (16) is zero when p is an 

odd multiple of ^. Expanding the left hand member, we have, 
when p = any odd multiple of ^i 



2inr 



Bt - Bi + Bu- Bu+ - • • •=7 2) 2/mSinp— -^= 0. 

3 2 2 3 ^m-l ^ 



(20) 



33. Limitations to the Use of a Finite Number of Ordinates* — 

The above development as summarized in equations (15) and (16) 
is very important in its relation to the actual canying out of an 
analysis. It is apparent that if a given curve actually consists of 
an infinite number of terms, or harmonics, an analysis using only 
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a finite number of ordinates will not give a correct result. If t 
ordinates are used, the lowest order harmonic which enters to 
vitiate the determination of the pth harmonic is that of order 
t — p, as long as p is less than t. Thus, if it is known beforehand 
that a certain curve contains harmonics up to and including a 
certain order, to accurately determine any or all of the cosine terms 
it will be necessary to use a number of ordinates at least twice the 
order of the highest harmonic known to be present. By equation 
(20) it is evident that to accurately determine all of the sine terms 
it will be necessary to use a number of ordinates at least one greater 
than twice that of the order of the highest harmonic known to be 
present. This arises from the fact that (20) fails to determine the 

B coefficient of order ^• 

34. Summary. — Although, as was pointed out in the pre- 
ceding paragraph, it is impossible to secure a rigorously true 
analysis of a curve containing an infinite number of harmonics by 
the use of a finite number of ordinates, this fact need cause the 
engineer, interested primarily in results accurate only within the 
limits set by the possibilities of physical measurements, much 
concern. As a rule, in any cwrve representing physical phenomena 
the magnitude of the various harmonics present in a periodic curve 
decreases with increase in order, and if so, it will usually be possible 
to use a sufficient number of ordinates to cause equations (5) to be 
sensibly true. 

Though there is no intent of discussing here the question of 
convergence of Fourier's Series or the many very interesting 
properties of such, it may be well to remark that by the selection 
of a certain number of ordinates covering one wave length, a 
similar number of points are established on the original curve 
through which the curve represented by Fourier's Series resulting 

from the analysis will pass. This will be true when the subscripts 

i 

to the A otB terms are taken to a number not to exceed ^, when 

the ordinates are numbered according to the scheme outlined. 
Thus by selecting, say, 36 ordinates (f = 36), by equations (15) 
and (16) we may determine 

Ao, Ai, At, . . . An, and Au, 



as well as 



Bi, Bt, . . . file, and Brt, 



^ 
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making in all 36 independent coefficients determined from the 
36 ordinates. As pointed out in section 32, equation (20), it is 
impossible to determine Bis in this case. The Fourier's Series 
thus established will pass exactly through the 36 points selected, 
so that the only possibility for difference between the original curve 
and that resulting from the analysis is in the shape of the arch 
between ordinates. A^ain, if 35 ordinates equally spaced over a 
wave length were used, values of 

Ao, Aiy Aj, . . . Auj and An, 
Bif Bty • • • -Bie, and £17 

would be determined — this time 35 independent coefficients from 
the 35 ordinates — which would pass a curve exactly through the 
35 points. The two sets of coefficients would in general be differ- 
ent, depending upon the magnitudes of the harmonics higher in 
order than 17 present in the original curve. 

As far as engineering and physical sciences are concerned, 
analysis with a finite number of ordinates can be made sufficient, 
for in a majority of cases the original curve is specified only by a 
number of plotted points — the shape of the arch between points 
being unknown at best. In such cases an analysis as above indi- 
cated will give the simplest curve which will represent all of the 
data. Again, in the analysis of curves which are drawn continu- 
ously by some recording device, the accuracy of an analysis will in 
general be affected more by the inability to secure perfect measure- 
ment of instantaneous values than by the failure of the methods 
given to yield exact results. Illustrative examples of analyses will 
be shown later. 

35. Mechanical Analysis Based upon Integration Processes. 
— The planimeter is a device which gives directly the numerical 
value of an integral as typified by the area enclosed by a curve. 
What a mechanical analyzer must accomplish is to give, by means 
of a planimeter, the numerical values of integrals of the form indi- 
cated in equations (2), (3), and (4). This has been done in several 
ways, one of which is described here. The apparatus is illustrated 
schematically in Fig. 9. 

In the drawing, y = / (x) is the given curve to be analyzed, and 
to fix our ideas let us suppose that the coefficient En is desired. T 
is a tracing point with which to follow the given curve. A is the 
main body carrying the tracing point, which is constrained to a 
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parallel motion by the mechamHm B. A rack, at the end of which 
is a slide cross-head, is free to move backwards and forwards 
through the fixed guide G. Thus, the movement of the rack is 
exactly equal to the x movement of the tracing point T. 



Fro. 9. — An Harmonic Analywr, 

The motion imparted by the rack to the gear D is transmitted 
through the gear-train M to the face-plate in which is a projecting 
pin at a distance R from the center as shown. Let the gear-train 
be 80 dimensioned that the radius R makes n revolutions to one 
movement of T from to 2 r (one wave length) on the x axis of 
the given curve. The action of this pin in the slotted cross-head 
gives a horizontal movement to the bar E dependent upon either 
the sine or cosine of n times the horizontal displacement of the 
tracer T. 

To the body A is attached the slotted arm H which moves in 
a vertical direction an amount equal to y on the given curve. 
Therefore a planimeter point placed in the right^angle intersection 
of the slots in H and E will have a motion made up of the two 
componente as described. 

36. Mathematical Theory of Analyxer. — Take supplementary 
axes as shown, corresponding to the cent^ of the circle described 
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by R and to the poaition occupied by the slot in A when the point 
T is on the x axis of the given curve. Let the radius i2 be in its 
extreme position to the left when T is at the origin of the given 
curve. 

Denote coordinates of the point P with reference to the supple- 
mentary axes by x' and y\ Then 

y' = y, 

rr' = — fi + (fi — fi cos <^) = — fi cos <^, 

where 4> is the angular displacement of the radius /2 in a clock- 
wise direction from its initial position to the left. But 



4> = fix, 
and thus 

x' = —Rcoanx 
y' = y' 



•1 



(21) 



In the new curve whose area may be denoted by S\ ^ 

dS' = y' dx' ^ y {Rn sin nx) dx, 

ysianxdx. (22) 

But from equation (4) 

Bn = " I y sin nx dx, 

so that by comparison with equation (22) 

^- - ;£' (23) 

where S' is the actual area which would be indicated by the planim- 
eter whose tracing point follows the intersection of the two slots 
in the moving arms. 
In a similar manner it can be shown that 

^- = 5l' (24) 

where S" is the area indicated by the planimeter when the initial 
position of the radius R is taken in the vertical position above the 
center. 

Obviously, according to equation (4), Aq would be determined 
by passing the planimeter over the original curve and dividing the 
area so obtained by the length of base. 
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Assuming the apparatus to function perfectly, such a device 
would yield exact results regardless of the number of harmonics 
present in the wave. Though of interest, and of value in obtaining 
a clear idea of the theory of analysis, such a mechanical scheme is 
not very satisfactory for actual use, in that the labor required to 
obtain a complete analysis with such a device would be much 
greater than for procedures based on the measurements of a finite 
nimiber of ordinates; particularly if tables are available to faciU- 
tate the latter form of procedure. Another disadvantage 6i most 
mechanical analyzers is that the original curve must be drawn to 
such a scale that one period or cycle of the fundamental frequency 
has a certain definite wave length. 

37. Tables and Forms for Analjrsis from a Number of Ordi- 
nates. — In regard to analysis by means of a number of ordinates, 
the various schemes in use are in reality only methods for obtaining 
rapidly the niunerical values of the summations indicated by the 
right hand members of equations (15) and (16). 

Of course it is possible to determine any particular coefficient, 
for instance A,, by taking every one of the t ordinates and after 
multiplying it by the cosine of p times it; angle to add it with all 
similar products from the other ordinates to obtain the summation. 
This process would have to be repeated for every coefficient 
desired, and it is apparent that a great amount of time and effort 
would be consumed, particularly if many ordinates are used. 
After completing an analysis in such a manner it would be noticed 
that a great many multiplications involving the same multiplier 
and multiplicand had been performed. It is the aim of the various 
tabular schemes in use to minimize the labor of an analysis by 
eliminating as many as possible of such duplicate operations. 

38. Selection of the Number of Ordinates. Separation of 
Harmonics. — It will in general be advisable to use an even 
number of ordinates, for then the ordinates of the second half-wave 
will be located at points on the axis differing by 180 degrees from 
the abscissae used ip the first half-wave. This permits of the 
separation of the odd and even harmonics, as will be pointed 
out. 

Since in a majority of cases connected with electrical engineering 
problems the periodic waves encountered will not contain the 
harmonics of even order, it is desirable to arrange an anal3rsis 
scheme in such a way as to make possible the determination of the 
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odd harmonics only, but at the same time to provide means for a 
complete analysis, should such be desired. 
Since 

/^ I \ f ~ cos vfi when p is odd 
I cos pj8 when p is even 
and also 



,^ , V f — sm p/9 when p is odd 
'^ [ sm pj3 when p is even 



(26) 



it is evident that by taking the average value (one-half the alge- 
braic sum) of two ordinates separated by one-half wave length, 
or T, we will have the value of that portion of an ordinate which is 
due to even harmom'cs only. Similarly, by taking one-half the 
difference of two ordinates separated by one-half a wave length 
we obtain the ordinate due to odd harmonics only. 
Thus 

yj' = i VVm + Vfi \"1 = ordinate due to even harmonics only. (26) 
yj = h YVm — yn . \"1 = ordinate due to odd hannonics only. (27) 

This separation of the given data into two sets of data, one 
containing only even hannonics and the other only odd harmonics, 
is made possible by the use of an even number of ordinates, t 

39. Description of Tabular Forms for Complete Analysis. — 
These forms are based on summations of the types (15) and (16), 
the summation being carried from m = Otom = < — 1, instead 
of from m = 1 to m = <. The result is of course the same, but 
a simplification in notation is obtained which makes the change 
desirable. The description of the forms follows the order of use 
in making an analysis from 72 ordinates measured over a complete 
wave, but as will be apparent', it is not always necessary to use 
such a large number of ordinates. In fact the forms are arranged 
so as to accommodate an analysis for both odd and even harmonics 
from either 72, 36, or 18 ordinates per complete wave, or an 
analysis for odd harmonics only from either 36 or 18 ordinates 
measured in a half-wave. 

The given data, 72 ordinates per wave, are first separated into 
two sets of data by equations (26) and (27), one set containing 
only odd and the other only even harmonics. Form A at the end 
of the volimie is used for this separation. 
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Tte 36 values of y' obtained from Form A are then to be used 
in Fonn B as original data, and from the sums and differences 
formed there the odd harmonics are determined and checked by 
Forms C and D. The process of multiplication by sine or 
cosine of p$ is carried out in Form C, while in Form D a nimiber 
of ordinates are actually computed from the resulting equation, 
which by coincidence with the original, measured ordinates, estab- 
lishes the correctness of the numerical computations. Form B is 
provided with a table for the collecting of the entire results of the 
analysis. 

The 36 values of y" covering a half wave length of the funda- 
mental frequency still remain, and from these the even harmonics 
are to be determined. This set of data is equivalent to a set of 
36 ordinates covering a complete wave length of the second har^ 
monic, which may now be regarded as the fimdamental frequency 
in a new set of harmonics whose frequencies are all multiples of 
two times the frequency of the original fundamental. Thus the 
even harmonics, 0, 2, 4, 6, 8, ... , etc., in the original wave 
become harmonics of order 0, 1, 2, 3, 4, ... , etc., in the new 
system whose fundamental wave length is one-half that of the 
original. 

In the new system, the even harmonics may be separated from 
the odd in exactly the same manner as was done in Form A for 
the original system, by combining ordinates separated by one-half 
of the new wave length. The entire new system is equivalent to 
a set of 36 ordinates over a complete wave, and the tables are 
therefore prepared with a notation corresponding to such a 
measurement of original data, and are described accordingly. It 
^ must be remembered that if it is an analysis of a new derived 
system from 72 ordinates per complete wave which is carried out, 
the actual frequencies will be twice those indicated by the tabular 
results — in other words, A2, A^, Aio, Au, etc., instead of Ai, A9, 
Ai, A7, etc., as indicated in the tabular notation of Forms F and G. 

Form E is to be used for separating the set of 36 ordinates per 
wave length into two sets of 18 ordinates per half wave length, 
one set containing only the odd and the other only the even har- 
monics. The 18 values of y' from Form E are to be used in Forms 
F and G for the determination and checking of the odd harmonics. 

If it is known that the original wave contains no even harmonics, 
Forms F and G will serve immediately for the determination of 
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the okld harmonics from 18 ordinates measured over a half-wave. 
FormsB, C, and D may also be used for this purpose with the 
exception that 36 ordinates per half-wave are used, thus giving 
a greater accuracy than that obtained with 18 ordinates. After 
having utilized the 18 values of y' from Form E, the 18 values of 
y" still remain, which cover a quarter wave length of the 72 ordi- 
nate curve, or a half wave length of the derived 36 ordinate curve, 
and which are made up from the harmonics of order 4, 8, 12, 16, 
etc., of the original 72 ordinate curve, or from the harmonics of 
order 2, 4, B, 8, etc., of the new 36 ordinate curve. 

These eighteen ordinates thus represent a full wave length of 
a periodic curve whose fimdamental frequency is four times that 
of the original 72 ordinate curve, or twice that of the 36 ordinate 
curve. Forms' H and I are arranged for the analysis of such a 
full wave length represented by 18 ordinates. Obviously, if the 
analysis is based upon j/" from Form E, the frequency of the 
resulting terms must be multiplied by four to be put into the series 
represented by the original data of Form A or partially expressed 
by the anal^^ for odd harmonics in Forms B, C, and D. 

Form H as given here is substantially a reproduction of a form 
or schedule given by Grover in " Bulletin of the Bureau of Stand- 
ards," Vol. 9, page 646. The reader is referred to this bulletin for 
a partial bibliography of the subject, and for schedules or forms for 
analysis to be used with a nimiber of ordinates still smaller than 
eighteen per complete wave, as covered by Form H. 

40. Summary. — To summarize: the forms described provide 
for a complete analysis for both odd and even harmonics including 
a constant term, from 72 ordinates per complete wave. To ac- 
complish this end, all of the forms are used — the odd harmonics 
being determined first, then those whose frequencies are twice 
those of the odd harmonics, and finally the constant term and those 
harmonics whose frequencies are four times the odd harmonic 
frequencies. 

In the use of Form I, it is of course to be noticed that twice the 
values of A^ and A% are obtained, as signified in the notation at 
the bottom of the blank form for analysis. This comes about as 
a result of equations (17) and (19), in which the factor Xji is used 
in place of the factor 2/^ 

If desired, the odd harmonics up to and including the 35th may 
be determined from a measurement of 36 ordinates over a half 
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wave as original data, if it is sufficient to represent this half wave 
only or if it is definitely known that no even harmonics exist in the 
wave. Also, a complete analysis from 36 ordinates per full wave 
or an analysis for odd harmonics only from 18 ordinates per half 
wave is provided for, and finally an analysis for odd and even 
harmonics from 18 ordinates per full wave. 

If in any case the determination of but one particular harmonic 
is desired, it is of course possible to omit all of the computations 




X tir 

Fio. 10. — The Broken-line Periodic Ciuve Represented by Equation (28). 



except those directly involved in the various steps leading thereto. 
A Uttle experience in the use of the forms will unmediately suggest 
simplifications of procedure which may be possible in special cases. 

Analysis forms of the type shown here have been in constant 
use by the writer, and in all respects have been found the most 
satisfactory means for separating a periodic curve into its con- 
stituent harmonics. 

41. Numerical Illustration as Check on Tabular Forms. — In 
order to check the analysis forms as well as to furnish an illustration 
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of what might be expected in the way of accuracy from their use, 
an analysis of a curve whose constituent harmonics could be 
determined by integration was made. The curve used is made up 
of a nimiber of straight lines whose equations are known so that 
the numerical values of the ordinates may be computed with 
accuracy. The curve is made up of the sum of two curves, one 
containing odd and the other even harmonics, so that both odd 
and even harmonics are present in the resultant. Fig. 10 shows 
the wave shape resulting from the sum of the two component 
curves. Its equation, when x is measured in radians, is 

4r 1 1 1 IT 

- cos(rr + l) + 3Cos3(aj + l) +2gcos5 (rr + 1) + • • • +2" 
^rcos2(x-0.2)+ico86(x-0.2)+^cosl0(a;-0.2)+ • • -l (28) 

Expanding cos (x + a) by cos a cos rr — sin a sin x, the A and 
B coeflScients are obtained, and the complete curve, y = / (x), is 
represented by a Fourier's Series in which the coefficients have the 
values given in Table V. 

Prom the known line slopes and intercepts the 72 ordinate values 
as given in Table VI were obtained. These ordinates were equally 
spaced over a wave length. 
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TABLE V 

COKFFICIXNTS OF FoTTRIBB'S SbRIBS RUPBBBBMTINa THB BbOKBN 

LiNB CuRVB. (Equation 28.) 



Odd harmonics 


Evan harmonioB 


M 


ii» 


B« 


M 


A. 


B« 











2 

6 

10 


+3.141503 
-1.17273 
-0.051264 
+0.021194 




1 

3 
5 


-0.68793 
+0.14005 
-0.014447 


+1.07140 

+0.019966 

-0.048837 


-0.49581 

-0.131859 

-0.046310 


7 

9 

11 

13 


-0.019590 
+0.014322 
-0.00004657 
-0.0068366 


+0.017071 
+0.0064781 
-0.010522 
+0.0031655 

• 


14 
18 
22 
26 


+0.025622 
+0.014096 
+0.0032343 
-0.0035298 


-0.0043209 
+0.0060560 
+0.0100132 
+0.0066560 


15 

17 
19 
21 


+0.0042990 
+0.0012120 
-0.0034871 
+0.0015814 


+0.0036798 
-0.0042356 
+0.00052861 
+0.0024155 


30 
34 
38 
42 


-0.0054335 
-0.0038303 
-0.00088618 
+0.0014993 


+0.0015811 
-0.0021768 
-0.0034138 
-0.0024673 


23 
25 
27 
29 
31 


+0.0012824 

-0.0020192 

+0.00051023 

+0.0011325 

-0.0012120 


-0.0020367 

-0.00026962 

+0.0016703 

-0.0010047 

-0.00053532 


46 
50 
54 
58 
62 


+0.0023463 

+0.0017093 

+0.00033942 

-0.00086036 

-0.0013066 


-0.00053648 

+0.0011082 

+0.0017132 

+0.0012457 

+0.00021941 


33 
35 
37 
39 


+0.00001552 
+0.00093928 
-0.00071187 
-0.00022322 


+0.0011601 
-0.00044503 
-0.00059852 
+0.00080679 


66 
70 
74 
78 


-0.00094224 
-0.00014212 
+0.00057232 
+0.00083222 


-0.00069223 
-0.0010296 
-0.00073312 
-0.00009020 


41 
43 
45 
47 


+0.00074782 
-0.00038225 
-0.00033030 
+0.00057196 


-0.00012015 
-0.00057277 
+0.00053501 
+0.00007122 


82 
86 
90 
94 


+0.00058318 
+0.00005418 
-0.00041517 
-0.00057568 


+0.00048332 
+0.00068647 
+0.00047218 
-0.00002855 


49 
51 
53 
55 


-0.00015940 
-0.00036330 
+0.00041B26 
-0.00000931 
etc. 


-0.00050577 
+0.00032809 
+0.00017947 
-0.00042079 
etc. 


98 
102 
106 
110 


-0.00038785 
-0.00000996 
+0.00031867 
+0.00042088 
etc. 


-0.00036164 
-0.00048942 
-0.00032234 
+0.00000373 
etc. 
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TABLE VI 
Seventy-two Ordinates fob Check Analysis of Pebiodic Curve 



in 


K« 


m 


y« 


in 


y- 


m 
54 


Ym 





1.40000 


18 


5.31239 


36 


2.54159 


3.31239 


1 


1.31274 


19 


5.57419 


37 


2.27980 


55 


3.39966 


2 


1.22546 


20 


5.83599 


38 


2.01799 


56 


3.48692 


3 


1.38540 


21 


5.85059 


39 


2.00339 


57 


3.32699 


4 


1.64720 


22 


5.76332 


40 


2.09066 


58 


3.06519 


6 


1.90899 


23 


5.67606 


41 


2.17792 


59 


2.80339 


6 


2.17080 


24 


5.58880 


42 


2.26519 


60 


' 2.54160 


7 


2.43260 


25 


5.42138 


43 


2.35246 


61 


2.35993 


8 


2.69439 


26 


5.15959 


44 


2.43972 


62 


2.27267 


9 


2.95620 


27 


4.89779 


45 


2.52699 


63 


2.18540 


10 


3.21799 


28 


4.63598 


46 


2.61426 


64 


2.09813 


11 


3.47979 


29 


4.37419 


47 


2.70152 


65 


2.01086* 


12 


3.74160 


30 


4.11239 


48 


2.78880 


66 


1.92360 


13 


4.00339 


31 


3.85058 


49 


2.87606 


67 


1.83633 


14 


4.26519 


32 


3.58879 


50 


2.96332 


68 


1.74906 


15 


4.52699 


33 


3.32699 


51 


3.05059 


69 


1.66180 


16 


4.78879 


34 


3.06520 


52 


3.13786 


70 


1.57464 


17 


5.05059 


35 


2.80339 


53 


3.22512 


71 


1.48726 



The above table contains the ordinates for each five degrees 
along the axis of z. These ordinates represent the values to 
which the infinite series (28) would converge for the assumed 
abscissae. 

From the data given in Table VI a complete anal3rsis was made, 
using all of the forms. The values of coefficients derived thereby 
are given in Table VII. 

The results of the complete analysis as tabulated in Table VII 
are to be compared with the corresponding values in Table V, 
which contains the true values of the coefficients. The differences 
noted arise from the effect of the distiu*bing terms in the sum- 
mation-equations (15) and (16). For example: the true value of 
A2 is — 1.17273, while from the analysis we obtain A2 = — 1.17205, 
in this case rather close agreement, but still not exact. By equa- 
tion (15), however, the value —1.17205 should be equal to the 
sum of the true values of 

Ai + An + AiA + Aui + An^ + • • • . 

Forming this sum partially from Table V, 

A2 + Aio + A74 = -1.17230, 
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a value nearer the result of analysis than the actual value of At, 
but still differing, therefrom on accoimt of the neglected terms in 
the infinite series, 

Ai42 + Ai46 + -4214 + -^218 + ' ' ' . 

Again, by equation (16), using the true values from Table V, 

Bi - Bjo + S74 = - 0.4955 1, 

a quantity very nearly equal to —0.49543, which is the value of 
Bi resulting from the analysis. 

TABLE VII 

Coefficients of Fourdbr's Series Derived by Complete Analysis 
FROM 72 Ordinatbs per Complete Wave, Fig. 10 



n 


An 


Bn 


tt 


' An 


Bn 





• 





2 


3.14159 
-1.17205 




1 


-0.68772 


1.07106 


-0.49543 


3 


0.13966 


0.01992 


4 








5 


-0.01432 


-0.04846 


6 


-0.05125 


-0.13102 


7 


-0.01930 


0.01679 


8 








9 


0.01393 


0.00633 


10 


0.02040 


-0.04578 


11 


-0.00001 


-0.01009 


12 








13 


-0.00645 


0.00294 


14 


0.02344 


-0.00912 


15 


0.00392 


0.00342 


16 








. 17 


0.00113 


-0.00376 


18 


0.01373 


0.00566 


19 


-0.00300 


0.00039 


20 








21 


0.00123 


0.00201 


22 


0.00419 


0.00869 


23 


0.00105 


-0.00152 


24 








25 


-0.00141 


-0.00028 


26 


-0.00153 


0.00651 


27 


0.00022 


0.00109 


28 








29 


0.00069 


-0.00045 


30 


, -0.00368 


0.00334 


31 


-0.00046 


-0.00036 


32 








33 


-0.00016 


0.00035 


34 


-0.00403 


0.00094 


35 


0.00020 


0.00011 


36 












An inspection of the values of the small coefficients of the high 
frequency terms will reveal a very considerable error in the analy- 
sis. These errors arise from the presence in the original curve of 
an infinite nimiber of harmonics. In the analysis of any experi- 
mentally obtained curve such a condition would not be expected 
to occur, and therefore the results would not be so much in error. 
In all events, the 72 points selected on the original curve are 
represented by the resulting equation. 

42. Comparative Accuracy. — To illustrate the deviation of 
the curve obtained by aiial3rsis, from the original curve, an analysis 
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of the preceding broken line curve was made from 18 ordinates 
(that is, every fourth ordinate as tabulated in Table VI was used 
in Forms H and I as original data) with the results shown in 
Table VIII. 

TABLE VIII 

Coefficients of FbURiEB's Series Derived bt Complete Analysis 
FROM 18 Ordinates per Complete Wave, Fig. 10 



11 


An 


Bn 


n 


An 


Bn 





3.15533 

-0.68939 

-1.17608 

0.14465 

0.02762 




5 
6 

7 
8 
9 


-0.02018 

-0.05493 

-0.02003 

0.01886 

0.01415 


-0.05255 


1 

2 
3 
4 


1.07510 

-0.49637 

0.01817 

0.01780 


-0.13436 
0.02705 
0.05229 







Again, for illustration, by equation (16), using true values of 
coefficients from Table V, and for t = 18 and p = 6, 

■Be ~* Bn + Bu — Sao + -B42 — B4S + Bn — See 

+ B78 " S84 + Sae - B102 = -0.13482, 

which is nearly equal to the value —0.13436 as given by the 18 
ordinate analysis for the coefficient B^. 

Figure 11 shows the original broken line curve and also the 
curve represented by the finite Fourier's Series having the coeffi- 
cients given in Table VIII. The eighteen ordinates from which 
the analysis was made are shown in th6 figure, and corresponding 
ordinates in both curves should theoretically be equal. The 
lower, smooth curve, represented by the finite series containing 
terms up to the ninth harmonic was drawn by means of a curve 
tracing and analyzing machine designed and constructed by Pro- 
fessor J. N. LeConte, of the University of California. Small 
differences in the corresponding ordinates of the two curves may 
be attributed to slight errors in adjustment of the curve tracing 
apparatus. The approximation of the derived curve to the original 
is clearly shown, nevertiieless. 

In order to facilitate the computation of ordinate values and the 
plotting of wave shapes from Fourier's Series with given coefficients 
by those who are not fortimate enough to have a curve-tracing 
device at hand, Table VIII A has been prepared, from which 
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the trigonometric functions of multiple angles (up to and including 
the 36th harmonic) may be obtained by finding the function of 
some angle included in the first quadrant. The upper algebraic 
sign is for cosine and the lower algebraic sign for sine functions. 




Fio. 11. — The Original Curve and the Curve Represented by the 
Results of an Eighteen Ordinate Analysis. 



TABLE VIII A 
Table for Trigonometric Functions of MuimPLS Angles 



s}— {IS}* 

Valuee of ^ 



Example 

ooe 23 X 75' - COB 76' 
sin 23 X75'- -sin 75" 





1 


2 


3 


4 


6 


6 


7 


8 


9 
































5 


6 


10 


15 


20 


26 


30 


35 


40 


45 


10 


10 


20 


30 


40 


50 


60 


70 


80 


90 


15 


15 


30 


45 


60 


75 


90 


=F75 


=F60 


=F46 


20 


20 


40 


60 


80 


=F80 


=F60 


=F40 


=F20 


- 


26 


26 


60 


76 


=F80 


=F55 


=F30 


=F 5 


120 


146 


30 


30 


60 


00 


=F60 


=F30 


- 


130 


loo 


-90 


35 


35 


70 


=F75 


=F40 


=F 5 


130 


IM 


±80 


±45 


40 


40 


80 


T60 


=F20 


120 


160 


±80 


±40 


+ 


45 


45 


00 


=F45 


- 


145 


-90 


=i=45 


+ 


> 


60 


50 


:?=80 


^30 


120 


170 


±60 


±10 


+40 


+90 


65 


55 


=F70 


=F15 


140 


±85 


±30 


> 


+80 


=F45 


60 


60 


T60 


- 


160 


±60 


+ 


> 


'=F60 


- 


65 


65 


T50 


115 


180 


±35 


1 


=F85 


=F20 


Z« 


70 


70 


=F40 


130 


±80 


±10 


if 60 


=F60 


120 


-90 


75 


75 


=F30 


Z^ 


±60 


> 


+90 


=F15 


I«o 


±45 


80 


80 


i=20 


160 


±40 


+40 


=F60 


120 


±80 


+ 


85 


85 


=F10 


176 


±20 


> 


=F30 


155 


±40 


> 


00 


90 


- 


-90 


+ 


+90 


- 


-90 


+ 


+90 


96 


=F86 


Iio 


±75 


> 


=F66 


130 


±65 


+4, 

■ 


=F45 


100 


=F80 


120 


±60 


+40 


=F40 


Iw 


±20 

1 


> 


- 


105 


=F75 


130 


±45 


> 


=F16 


-90 


+15 


=F60 


Z45 


110 


=F70 


140 


±30 


> 


Iio 


±60 


+50 


T20 


-90 


115 


=F66 


150 


±15 


780 


135 


±30 


+85 


120 


±46 


120 


qF60 


160 


+ 


=F60 


160 


+ 


=F60 


Zoo 


+ 


125 


=F56 


170 


> 


=F40 


186 


;|:3o 


=F25 


±80 


> 


130 


=F50 


180 


> 

1 


=F20 


±70 


> 


1 10 


±40 


+90 


135 


=F45 


-90 


> 


- 


=i=45 


+90 


1*5 


+ 


=F46 


140 


=F40 


:i:80 


^60 


120 


±20 


=F60 


180 


+40 


- 


145 


T35 


±70 


> 


140 


^ 


=F30 


±66 


+«, 


Z*5 


160 


=F30 


±60 


+90 


I60 


J30 


- 


±30 


=F60 


-90 


165 


=F25 


±50 


=F75 


180 


> 


130 


t» 


=F20 


±45 


160 


=F20 


±40 


:F60 


±80 


;}:8o 


160 


+40 


"20 


+ 


165 


=F15 


drSO 


=F45 


±60 


T75 


-90 


+75 


ZOO 


> 


170 


=F10 


±20 


=F30 


±40 


=F50 


±60 


=F70 


±80 


+90 


175 


T 5 


±10 


=F15 


±20 


=F25 


±30 


=F35 


±40 


=F45 


180 


- 


+ 


- 


+ 


- 


+ 


- 


+ 


- 
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Table for Tbigonoiaetric Fxtnctions of Mui/tiflb Angles 





10 


11 


12 


13 


14 


15 


16 


17 


18 





























* 


5 


60 


65 


60 


65 


70 


75 


80 


86 


00 


10 


=F80 


T70 


760 


T60 


=F40 


=F30 


T20 


=F10 


- 


15 


T30 


=F15 


- 


115 


130 


1*5 


160 


175 


-00 


20 


120 


1*0 


160 


180 


±80 


±60 


±40 


±20 


+ 


25 


170 


±85 


±60 


±35 


±10 


> 


+« 


> 


+00 


30 


±60 


±30 


+ 


+30 


> 


+00 


=F60 


=F30 


- 


86 


±10 

1 


> 


> 


=F86 


=F60 


=F16 


""20 


"65 


-00 


40 


> 


+80 


=F60 


=F20 


120 


160 


±80 


±40 


+ 


45 


+00 


=F46 


- 


1*5 


-00 


±45 


+ 


> 


+00 


50 


=F40 


Iio 


160 


±70 


±20 

1 


+30 


l« 


=F60 


- 


55 


Iio 


I«5 


±60 


± 5 

■ 


+50 


=F75 


=F20 


"36 


-00 


60 


160 


±60 


+ 


> 


TOO 


- 


ZOO 


±60 


+ 


65 


±70 


±6 


> 


=F66 


Iio 


175 


±40 


> 


+00 


70 


±20 


> 


=F60 


110 


■"80 


±30 


+« 


T70 


- 


75 


+30 


=F76 


- 


175 


±30 


+45 


TOO 


115 


-00 


80 


> 


=F20 


160 


±40 


+« 


=F60 


lao 


±80 


+ 


86 


=F6Q 


135 


±60 


^25 


=F70 


115 


±80 


^ 


+00 


00 


- 


-00 


+ 


+00 


- 


-00 


+ 


+00 


- 


05 


"60 


±36 


+00 


T25 


170 


±15 


+8. 


T 6 


-00 


100 


±80 


> 


=F60 


1*0 


±40 


> 


=F20 


I» 


+ 


105 


±30 


> 


- 


±75 


:{:3o 


=F45 


loo 


±15 


+00 


110 


1 


=F50 


160 


±10 

1 


=F80 


130 


±40 

1 


po 


- 


115 


J^IO 


I 5 


±60 


> 


=F10 


±75 


> 


T26 


-00 


lao 


=F60 


160 


+ 


=F60 


loo 


+ 


=F60 


Zoo 


+ 


126 


=F10 


±65 


;}:6o 


I 6 


±50 


> 


120 


±35 


+00 


130 


140 


±10 


T60 


170 


+20 


=F30 


±80 


+50 


- 


185 


-00 


> 


- 


±45 


+00 


1*5 


+ 


T45 


-00 


140 


±40 


=F80 


160 


> 


=F20 


±60 


+80 


1*0 


+ 


145 


+.0 


=F26 


±60 


+86 


150 


+15 


=F20 


±56 


+00 


150 


> 


130 


+ 


T30 


±60 


.+w 


160 


> 


-0 


165 


=F70 


185 


> 


135 


+.0 


=F15 


±40 


T66 


-00 


160 


T20 


±40 

1 


=F60 


±80 


+80 


loo 


+40 


120 


+ 


165 


130 


> 


- 


±16 


=F30 


±46 


TOO 


±76 


+00 


170 


180 


po 


160 


> 


1*0 


;J;3o 


I20 


> 


-0 


175 


±50 


=F66 


±60 


=F66 


±70 


=F75 


±80 


=F85 


-00 


180 


+ 


- 


+ 


- 


+ 


- 


+ 


- 


+ 
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TABLE VIU A— (Continued) 
Table fob Tbiqonometbic Funchons of Multxple Anoles 





19 


20 


21 


22 


23 


24 


25 


28 


27 
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CHAPTER IV 

TREATMENT OF NON-SINUSOroAL ALTERNATING 
QUANTITIES. THE USE OF THE OSCILLOGRAPH 

43, General. — Following out the plan, as stated, of consider- 
ing some of the more important matters relating to special in- 
vestigation of transmission line phenomena, this chapter, which 
deals with the methods of obtaining the periodic cm^e and of 
utilizing the results of harmonic analysis of the same, is included. 

For a large part of alternating current investigation the complex 
quantity method of treatment, to which such prominence has been 
given by the work of Steinmetz, is the ideal one. A very brief 
outline of the method is sufficient here since detailed treatment is 
to be found in most all of the modern texts. 

The simplest alternating quantity may be described as one 
which varies harmonically with time between numerically equal 
positive and negative limits. Such a variation is represented 
algebraically by a trigonometric function — either cosine or sine, 
or both, depending upon the arbitrarily selected instant from which 
to coimt time. Thus, the displacement of a clock pendulum 
(whose motion is approximately harmonic) from its position of 
equilibrium would be represented by a cosine fimction of time if 
the zero of time was chosen as the moment when the pendulum 
was in an extreme position away from its equilibrium position; 
while if the zero of time was taken at the instant the pendulum 
passes through its equilibrium position, the displacement there- 
from is represented by a sine function of time. This applies equally 
to alternating electrical quantities, in that we may assign to one 
of the quantities in the system either a cosine or a sine (or a com- 
bination of both) variation by the proper selection of our arbitrary 
zero of time. All other quantities must be referred to this same 
zero, and thus such an arbitrary selection of the particular trigono- 
metric function for one of the quantities can be made for this one 
quantity only — all others being represented by such functions 

as will give to them their actual phase displacement from the 
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initial quantity. By properly selecting the zerp of time important 
simplifications may often be made in the Jorm of the analytic 
expressions for physical phenomena. 

44. The Polar Diagram and Vector Representation of Alter- 
nating Quantities. — Let the alternating current flowing in an 
electrical circuit be represented by 

i = a cos (d. (1) 

Plotted in rectangular coordinates there results the familiar 
cosine curve. Plotted in polar coordinates with OX taken as the 



.-- -^6, 



V 




Fig. 12. — The Circles Representing Trigonometric Functions Plotted 
in Polar Coordinates. OX is the Reference Line. 



reference line (Fig. 12) and with the angle B = (d ba independent 
variable counted positive in the clockwise direction, the curve 
becomes a circle whose diameter hes along the reference line OX 
and has a length a. This arbitrary selection of positive direction 
of rotation is opposite to that usually used in mathematical dis-. 
cussions. It is used thus in order to lead to a standardized form 
of expression for impedances. 
Suppose the current i to flow through a circuit containing 
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resistance, inductance, and capacity; r, L, and C, respectively. 
Then by the fundamental laws of the electric, circuit, the impressed 
e.m.f. at any instant is 

e^ri + L^ + ^fidt, (2) 

which, for a current flow represented by equation (1), becomes 

e == ar cos wi — a f wL — -p^j sin (d. (3) 

The e.m.f. thus consists of two components, a cosine and a sine 
component when referred to the same zero instant as the current 
f. The two dotted circles in Fig. 12 represent these two compo- 
nents of e, where 

e = ei + ej, 
6i = ar cos ci>(. 



ej = — a I coL -p, I sin wt. 



(4) 



The single curve representing e as the resultant or sum of the 
two circles, ei and 62, has its diameter displaced from the horizontal 
by an angle whose tangent is 



Fig. 13 shows the two circles, e and i. 

For convenience, the circles may be omitted from the diagram 
and the diameters only, retained. Further, since, in general, 
effective or root-mean-square values are desired, the diameters 
may be drawn to such a scale as to represent these values which 

are -—/= times the maximum. Such a representation of alternating 

quantities constitutes the so-called "vector diagrams." They are 
in no sense vector diagrams, however, since the lines drawn therein 
are, in effect, only the diameters of the polar circles which have 
arbitrarily been omitted, and do not possess any of the properties 
of a physical "vector." The only point of resemblance lies in the 
fact that the parallelogram law of combination of such diameters 
holds true for different components of the same alternating quan- 
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tity. Since the term "vector diagram" has become so familiar 
and receives such wide usage, it appears proper to retain it here, 
the distinction between such diagrams and the true vector diagram 
of mechanics being recognized, however. 




Fig. 13. — The Polar Circles Representing Voltage and Current. 



46. Complex Quantity Representation. — Having reduced the 
representation of trigonometric functions to the simple straight 
lines of the vector diagram, further simplification is to be made. 
The positions of the ends of the vectors in the diagram may be 
specified in a system of rectangular coordinates, and the diameters 
of the polar circles which are represented by these vectors are 
completely located thereby. In naming the coordinates of the 
end of the vector, horizontal distances are taken positive to the 
right and negative to the left of the origin. Distances in a per- 
pendicular direction are positive when above and negative when 
below the horizontal axis. To distinguish these latter components 
from the horizontal, the prefix j is used. 

According to this convention, the two alternating quantities, 
t and e, as shown in Fig. 13 by their polar circles and in Fig. 14 by 
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the corresponding vectors, and whose equations in time are given 
by (1) and (3), may be most conveniently expressed by 

/ = a+jO, 

E = ar + jalcaL -t^V 

In (5), capital letters are used, indicating an alternating quantity 
specified in vector notation. Cosine functions are always repre- 



(5) 



1 

Fig. 14. — The Vectors Representing the Diameters of the Polar Circles. 



sented by the term not affected with the symbol j, A sine wave 
of the form 



becomes 



62= — afwL p^jsinwi 



S 



in the new notation. 

Negative sine functions take the +j as prefix, and positive sine 
fimctions the — j, while the cosine functions require no prefix and 
retain their original algebraic sign when expressed in the new 
notation. 

Alternating quantities are thus expressible in either of the two 
analytical forms — by trigonometric functions, or by means of 
the simplified notation above. The vector C ^^^ a + jb may 
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immediately be written c = a cos w< — 6 sin wi, imless effective 
values are represented by the vector notation, in which case, to 
give true instantaneous values, we must write 

c = V2 (a cos 0)^ — 6 sin wQ. 

46. The Complex Operator — Ratio between Two Alternating 
Quantities Expressed as Vectors. — The method of expression 
of alternating quantities by the use of so-called vectors, and the 
simplified notation for such, involving the use of the prefix j, does 
not imply that any significance be attached to the symbol j other 
than that of a mere distinguishing mark to designate a distance 
above or below the reference axis in the polar diagram. Great use 
is made, however, of a further assigned significance. 

In equation (5) the ratio between e.m.f . E and current I may 
be formed, E and / retaining their vector expression. 

Z = f = W-^ (6) 

serves as a defining equation for the quantity Z, which must have 
the same physical dimensions as electrical resistance, being the 
ratio of voltage to cmrent. By division in (6) 

2 = r+i(«L-^). (7) 

This quantity Z cannot represent any alternating quantity of a 
type similar to E or 7, for if the ratio of instantaneous values is 
taken 



ar cos coi — a ( wL yz ) sin w< , ^ . 

e L^oC^ r-fc-L-4,) 

% acosco^ \ «C/ 



and this ratio passes recurrently through positive and negative 
infinite values, while writing (7) in a trigonometric form by the 
transformation defined in the preceding paragraph 3delds 



rcos 



wi — ( wL T^J sin «< 



which is a totally different result, and therefore wrong. 

The quantity Z as defined by (7) is merely an operator. Multi- 
plication of the current value I by this operator yields the vector 
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expression for e.m.f., or inversely, division of the voltage expres- 
sion E, in vector form, by this operator 3delds the expression for 
current, /. To be such an operator, this quantity Z must be in- 
dependent of the arbitrary selection of the zero instant of time. 
This property may be made the basis for an interpretation of the 
significance of the symbol j. 

Take the origin of time so that the expression for current as 
given in equation (1) becomes 

1 = a sin 0^^. 
Then 

^==^' + ^1 + ^/^** 
= ar sin ftrf + c («L p^j cos od, 

and in the vector notation 

l = 0-ja, 

from which the ratio 

i — ja 

Equating the values of Z as given by (7) and (8), 

-. r + ](.L--^y 

from which, after multiplying throughout by — j, 

-j^ = 1, or 3 = V^. (9) 

The assignment of this numerical significance to the quantity 
; does not prevent its use as a designating symbol for the upward 
direction in the vector diagram, while it does enable all formal 
algebraic operations, multiplication, addition, extraction of roots, 
etc., incident to computations relative to complicated electrical 
sjrstems, involving the use of such operators as the complex 
quantity Z, or its reciprocal F, to be rigorously carried out. The 
reader will find full discussion of the use of such complex quantity 



(8) 
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representation of impedances, Z, in connection with the vector 
representation of alternating electrical quantities in any treatise 
on alternating currents — particularly in Steinmetz' "Alternating 
Current Phenomena," where the method is developed in great 
detail and applied to a large number of special cases. 

47. Transformation from Trigonometric Functions of Time to 
Complex Representation. — The points for which emphasis is 
sought here are: 1st, the ready transformation from a trigono- 
metric expression for an alternating quantity, a cos <at + bsin (at, 
to a vector representation, a — jb, and vice versa; and 2nd, the 
fundamental difference between the vectors used in the diagram 
which represent alternating quantities, and the ratios between 
such quantities which are the complex operators and can in no 
sense be drawn in such a vector diagram, although they are repre- 
sented algebraically by a similar notation. Thus E ^ ei+ jet 
represents a definite alternating quantity, 

Ci cos wt — 62 sin (aty 

and as i^uch may be drawn as a vector in the conventional vector 
diagram, ei and ex being the coordinates of the end of the vector, 
while Z = r + jx represents only the complex operator which 
signifies the ratio between voltage impressed upon and cinrent 
flowing in a circuit of resistance r and inductive reactance z. 

For discussion of the quantities, resistance, reactance, conduct- 
ance, and susceptance, as well as the allied quantities, impedance 
and admittance, the reader is referred to any text on alternating 
currents. 

48. Superposition. Use and Limitations of the Complex 
Quantity Method. — In any electrical circuit whose physical 
properties, resistance, self-inductanoe, capacity, etc., remain con- 
stant regardless of the magnitudes of the voltages or currents 
present, any number of impressed voltages, if they be of the same 
frequency and pure sinusoidal wave shape, will produce currents 
and potential differences among the several portions of the system, 
all of which are of the same frequency and of a pure sinusoidal 
form. Calculations of phenomena in such circuits are made using 
the vector notation for alternating quantities and the complex 
form for the operators which represent the properties of the various 
portions of the circuit (impedance, admittance, etc.), in exactly 
the same manner as would be done for a similar combination of 
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resistances only under the influence of unvarying, unidirectional 
impressed voltages. Kirchhoff's Laws, with impedance as the 
generalized term substituted for resistance, form the basis for the 
development of equations. 

If, in such a system in operation, a source of e.m.f. of dijBFerent 
frequency be inserted, the calculations relative to the phenomena 
of the existing frequency still hold true, but in addition to these 
phenomena there is added a new set of the same frequency as the 
new e.m.f. whose frequency differs from the other. In other 
words, the method of superposition is to be employed in making 
calculations, and, in fact, the phenomena may themselves be re- 
garded as the resultant of several component parts. It must be 
remembered that the scheme of superposition is merely a con- 
ceptual one, however, and that at any instant there is but one 
actual current or potential difference present in a given portion of 
a system. It is necessary to realize that not only is the method 
of superposition, but also the use of vector representation inap- 
plicable, when the properties of a circuit vary with variations in 
the magnitude of currents or voltages. A case in point is that of 
an iron cored reactance, where the permeability of the core, and 
thereby the self-inductance of the circuit when defined in any way 
whatsoever, is not a constant, but varies with the magnetizing 
force. In such cases, sinusoidal impressed e.m.f. 's lead to non- 
sinuspidal currents, and vice versa. 

As opposed to the above limitations may be mentioned the case 
in which the apparent constants or properties of a circuit vary with 
the changes in frequency, but not with changes in magnitudes. 
Such cases may be rigorously treated by the complex quantity 
(vectors and complex operators) method provided care is used in 
selecting the values of the circuit properties which exist at the 
frequency under discussion. For example, if a circuit contains an 
air-cored inductance coil, it would be perfectly proper to base 
vector quantity calculations for this circuit on the values of effec- 
tive resistance and inductance of this coil at the frequency in 
question. In general the effective resistance and effective in- 
ductance of a compactly wound coil will change with change in 
frequency, but these changes arise from the fact that the coil to 
which we £tttach the notion of simple resistance and self-inductance 
really consists of a very intricate combination of inductances, 
resistances, and capacities (capacities between adjacent turns) and 



NON-SINUSOIDAL ALTERNATING QUANTITIES 



69 



that the conductor of which it is composed is of finite size and thus 
has an unequal current distribution over its cross section, so that 
from the very nature of the case we could not expect the apparent 
resistance and self-inductance to be the same at different fre- 
quencies. By regarding such a coil as an infinitely complicated 
system of simple parts of circuits we would still expect the proper- 
ties of the coil to be independent of the magnitude of current flow; 
and such is the case, the effective constants determined for any 
particular frequency and current strength holding true for all 
values of current at this same frequency. In such a case the only 
significance the terms "effective resistance" and "effective self- 
inductance" can have are respectively the real portion and - 
times the reactance, or j term, of the observed complex ratio 
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Fig. 15. — Oscillograph Distortion Circuit for Current Measurements. 



between impressed voltage and current at the particular frequency 
used. 

49. Numerical Example of Complex Quantity Treatment of 
Non-Sinusoidal Alternating Quantities. — To illustrate the 
method of treatment of non-einusoidal periodic alternating 
currents by the vector method, application to some special cases 
will be shown. 

Suppose that in order to determine the wave-shape of the 
current flowing in a given conductor an oscillograph is used, 
connected as shown in Fig. 15. In this figure i is the current in 
the main conductor, whose wave shape is to be determined. The 
osciUograph galvanometer is connected in series with a resistance 
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r' and a condenser C, the whole being shunted around an induc- 
tance coil of resistance r and self-inductance L. The constants 
of the two circuits are adjusted so that the proper amount of cur- 
rent for the operation of the oscillograph galvanometer is diverted 
through the same. Reasons for selecting a circuit arrangement as 
shown will be given later. The upper curve in Fig. 16 shows the 
wave shape as recorded by the oscillogram. By means of a direct 
current calibration of the galvanometer, the amount of current per 
unit linear deflection of the spot of light from the zero-point may 
be determined, and thus the scale of ordinates may be such as to 
indicate directly the number of amperes of current flowing in the 
oscillograph vibrator circuit. The y coordinates of the upper 
curve in Fig. 16 give instantaneous values of the current t'. 

Assuming for the present that the oscillograph records accurately 
the instantaneous value of current flowing therein, correction must 
be made for the distorting effect of the circuit arrangement in order 
to determine the actual wave shape of the current in the main 
circuit, since it is only when non-inductive resistances are used, 
both for the shunt and for the vibrator circuit proper, that the 
wave shape as shown by the oscillogram will be the same as that 
of the line current. 

Analyzing the oscillogram for i' by means of Analysis Forms F 
and G, from 18 ordinates measured over one-half wave, and with 
the origin taken as indicated in the figure, the equation of the 
vibrator current was determined to be 

i' = -0.0204 cos e + 0.0347 sin 6 • 
+0.0210 cos 3 ^ + 0.0018 sin 3 6 

- 0.0034 cos 5 ^ - 0.0072 sin 5 B 
-0.0038 cos 7 ^ + 0.0037 sin 7 B 
-0.0052 cos 9 ^ - 0.0002 sm 9 ^ 
-0.0003 cos 11 ^ + 0.0058 sin 11 ^ 
+0.0001 cos 13 ^ - 0.0003 sin 13 B 
+0.0004 cos 15 ^ - 0.0003 sin 15 B 

- 0.0004 cos 17 ^ - 0.0005 sin 17 B. (10) 

The fundamental frequency is 60 cycles per second. Then, 
Wn — 2ini (60) = 377 n = angular velocity for nth harmonic. If 

^» = r + jconL = impedance of shunt, 
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and 



Zn = r' — J — T^ = impedance of vibrator circuit, 



by the application of Kirchhoff's Law it is easily shown that in 
vector notation 



- (' + 1:)'-' 



(11) 



The vector expressions for vibrator current may be written 

inmiediately from equation (10) ; thus, for example, using maximum 

values, 

/s' = 0.0210 -i 0.0018, 

while the term in parentheses in (11) is to be computed from the 
values of the circuit constants. The following table indicates the 
main features atid results of the calculation by equation (11). 

TABLE IX 

CoBREcnoN FOR Osciux>aRAPH DISTORTION CiRcurr 
(Maximum values of current) 



11 


Zn' 


Zn 


('^fci 


W 


/» 


1 


30-/266 


0.20+/0.528 


-419 -/216 


-0.0204-/0.0347 


1.10+/ 18.9 


3 


30-/88. 8 


0.20+/1-58 


-51.8-/25.6 


0.0210-/0.0018 


-1.13-/0.44 


5 


30-y&3.0 


0.20+/2.64 


-18.1-/12.8 


-0.0034 +/0. 0072 


0.164-/0.067 


7 


30-/37.9 


0.20+/3.70 


-8.76-/8.64 


-0.0038-/0.0037 


0.001 +/0.066 


9 


80-/29.4 


0.20+/4.75 


-4.93-/6.66 


-0.0062 +/0. 0002 


. 0.027 +/0. 033 


11 


30-/24.1 


0.20+/5.81 


-2.97-/5.30 


-0.0003-/0.0058 


-0.030 +/0.019 


13 


30-/20.4 


0.20+/6.86 


-1.84-/4.46 


0.000r+/0.0008 


0.001 -/O.OOl 


15 


80-/17.7 


0.20 4-/7.92 


-1.14-/3.84 


0.0004 +/0.0003 


0.001-/0.002 


17 


30-/16.6 


0.20+/8.98 

*• 


-0.66-/3.37 


-0.0004 +/0.0005 


0.002 +/0.001 



The complex values of /„ give the following equation which 
represents the line current i as a fimction of time when referred 
to the same zero as the oscillograph current i\ 

i= 1.10 cos ^ — 18.9 sin ^ 
-1.13cos3^ + 0.44sin3^ 
+0.164 cos 5 ^ + 0.087 sin 5 ^ 
+0.001 cos 7 ^ - 0.065 sin 7 d 
+0.027 cos 9 ^ - 0.033 sin 9 ^ 
-0.030 cos 11 ^ - 0.019 sin 11 ^ 
+0.001 cos 13 ^ + 0.001 sin 13 6 
+0.001 cos 15 ^ + 0.002 sin 15 6 
+0.002 cos 17 ^ - 0.001 sin 17 0. (12) 
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Fig. 16. — The Distortion Produced by the Circuit of Fig. 15. Upper: Oscil- 
lograph Vibrator Current, i'. Lower: Main Line Current, i, by Analysis. 



The lower curve in Fig. 16 shows the wave represented by 
equation (12), in the proper phase position with reference to 
the upper curve which represents the oscillograph vibrator 
current. 
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A comparison of the two curves, i and i', should inunediately 
show the advantage of using a circuit connection as illustrated by 
Fig. 15. The higher harmonics are very much accentuated in the 
vibrator circuit, and thus in the resulting oscillogram, thereby 
rendering their determination much more accurate than would be 
possible if an undistorted wave shape were used. The amoimt 
oi the distortion is strikingly illustrated by a comparison of the 

Z' 

different frequency values of the quantity 1 + y, as given in 

Table IX, and which represent the ratios of line current to oscillo- 
graph current. 

60. Distorting Circuits for Use with the Oscillograph. — The 
oscillograph is used to obtain one of two things — either the vjave 
shape of the ciurent in some conductor, or the wave shape of a 
potential difference or an electromotive force. These, at any rate, 
will be the quantities of particular interest in a consideration of 
transmission phenomena. With the exception of an electrostatic 
form of oscillograph, all types of oscillographs require for their 
operation a ciurent of appreciable magnitude, since they are based 
upon either an electromagnetic or hot-wire principle, and thus 
they cannot indicate potential differences directly but only through 
the medium of a current produced thereby. One of the most 
popular conunercial oscillographs requires a current of approxi- 
mately 50 milliamperes to operate it satisfactorily, so that in 
many instances the effect of a current flow of this magnitude on 
the phenomena in the system under investigation cannot be 
neglected. For the recording of potential differences, the electro- 
static form of instrument is theoretically the ideal one — its 
electrostatic capacity being so small that the current consimied 
thereby is negligible, except at frequencies far higher than the 
vibrating system could record. The electromagnetic type, on 
the other hand, affords almost an ideal instrument for the indica- 
tion of current, since the resistance of the galvanometer circuit may 
be made as low as one or two ohms, and which, for the indication 
of currents of large magnitude, could be connected around a shimt 
of very low resistance. The whole combination would thus cause 
a drop in potential of only one-twentieth to one-tenth of a volt, 
a quantity usually negligible. 

In a large number of instances where it is definitely known 
that the effect of the oscillograph circuit in altering the ex- 
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isting phenomena in the system can be neglected, or when it is 
desired to record the phenomena which occur as affected by 
the oscillograph regardless of whether or not they are the same as 
would occur with the oscillograph removed, a very great increase 
in the accuracy of determination of the various frequency com- 
ponents can be secured by so arranging the oscillograph circuit 
that all of the harmonics whose values are desired produce cur- 
rents through the galvanometer of the same order of magnitude. 
In the numerical example just considered this condition was 
secured by means of the circuit combination shown in Fig. 15. 
With such a circuit arrangement ariy particular harmonic may be 
accentuated in the oscillogram, for by adjusting the values of L 
and C a condition approximating current resonance for this 
particular frequency may be secured, in which case the vibrator 
current may be made much greater, even, than the total line 
current. In order to avoid difficulties from current resonance 
where such is not desired, it is always well to insert considerable 
resistance in series with the galvanometer and condenser, and 
while observing the wave shape on the visual screen to reduce this 
resistance until the desired distortion is obtained. If one fre- 
quency predominates to an undesirable extent, a change in the 
condenser capacity will usually remedy the difficulty. In using 
any oscillograph circuit containing capacity, it is well to always 
make the first connection to the circuit under test through a 
comparatively high resistance which subsequently is gradually 
removed. This prevents a transient flow of current, into the 
condenser, of a magnitude sufficient to bum out the protective 
fuses placed in series with the galvanometer. 

In this discussion of distorting circuits to be used for accentuat- 
ing the higher harmonics, it is of course to be understood that the 
scheme is to be appUed only when the system is operating in a 
steady condition. It is obvious that an investigation of transient 
phenomena would not permit of the use of circuits of the type 
discussed here. 

If the extreme distortion possible with the connection shown in 
Fig. 15 is not desired, a very convenient connection consists in 
shunting an inductance coil with a non-inductive vibrator circuit 
— that is, using the connection in Fig. 15 with the condenser C 
short-circuited. Another connection which would yield approxi- 
mately the same result would be that in which the galvanometer 
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circuit containing a condenser and resistance was shunted around 
a non-inductive resistance. 

In making an oscillogram of the current flowing in a high 
voltage system, where it would be impracticable to utilize any 
direct shunt connection on account of the large potential differ^ 
ences, most satisfactory results may be obtained by using a mutual 
inductance coupling between the high voltage circuit and the 
oscillograph circuit.* For this purpose, air-core inductance coils 
of large diameters and small winding sections will permit of a fairly 
close electromagnetic coupling with a separation between coils 
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Fig. 17. — Electromagnetically Coupled Current-distorting Circuit. 



great enough to eliminate any danger from the high potential 
system. One of the coils is connected in series with the high 
voltage circuit and the other is connected in series with the oscillo* 
graph vibrator and the proper regulating resistance. If great 
distortion is desired, the oscillograph circuit may contain a con- 
denser. For a circuit connection as shown in Fig. 17 the following 
equation expresses the relation between oscillograph and line cur- 
rents, from which the results may be corrected so as to 3rield the 
true wave shape of line current. 






(13) 



* The use of current transformers for this purpose is not recommended if 
a distortion circuit is to be employed, for the impedance of such a circuit may 
require a voltage sufficient to prevent a proper current transformation. 
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Equation (13) is to be used in exactly the same manner as 
equation (11), illustration of which has been given. If the con- 
denser is not present, that is, equivalent to being short-circuited, 
the term l/wnC is zero, in (13). 

If the wave shape only of the line current is desired, and not the 
absolute magnitude, it is obvious from (13) that the value of the 
mutual inductance, M, need not be known in order to make the 
reduction. This is a. distinct advantage, and in fact for almost 
any investigation of current wave shape, the form of circuit shown 
in Fig. 17 is superior to that shown in Fig. 15, since a flexibility of 
control by variation of the mutual inductance is possible; and 
further, the labor of computation necessary for reducing the 
oscillographic data is considerably less by equation (13) than by 
equation (11). Of course care must be exercised to prevent 
extraneous varying magnetic fields from affecting the oscillograph 
circuit, for in such an event, the determination of the line current 
would be vitiated. 

61. Oscillographic Determination of Wave Shape of E.M.F. — 
To ^secure oscillograms representing wave shapes of voltage by 
means of either the electromagnetic or hot-wire tjrpe of instru- 
ment, the current flow must be limited by some form of series 
impedance. If non-inductive resistance is used, the wave shape 
of the current through the vibrator will be identical with that of 
the impressed voltage at the time of recording, though on account 
of the current consumed this voltage wave shape may differ from 
that which would exist on removal of the instrument. If dis- 
tortion of wave shape is desired, the current flow through the 
galvanometer may be limited by inserting series capacity, and at 
the same time decreasing the resistance. If the resistance present 
be small in comparison with the impedance of the condenser, the 
distortion secured by this scheme of connection will be approxi- 
mately proportional to the order of the harmonic. This is ap- 
parent from the fact that the impedance of a ccmdenser changes 
in inverse proportion to change in frequency. 

Very much greater distortion may be secured by the use of a 
circuit of the type shown in Fig. 18. In this diagram, C and r 
constitute the chief current limiting impedance, while the parallel 
circuits, C, r' and L", r", are for the purpose of securing a selective 
current flow through the galvanometer, and may be of much lower 
impedance than the circuit consisting of C and r. The equation 
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necessary for the determination of the line voltage E from the 
current I' as represented by the oscillogram is . 



E, 



-( 



z» + Z,' + 



ZnZ 



It \^* 



(14) 



where Z^ Zn, and Zn" are the impedances for the nth harmonic 
of the respective portions of the circuit. 



i 



^l* 
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Fio. 18. — Distortion Circuit for Detonuning Voltage Wave Shapes. 



The current consumed by the entire circuit arrangement is 



""(' ' Z" 



1 + 



f,J In ' 



(15) 



To illustrate the use of such a circuit the following numerical 
example is considered. In this case the vibrator current wave 
shape is an assumed one, the values of the various frequency 
components having been selected at random, but with care that 
the total vibrator current be of the proper magnitude. Even 
harmonics are included. 
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i' = 



The equation for the vibrator current i' is 

0.0158 cos ^ - 0.0054 sin d 
- 0.0060 cos 2 ^ + 0.0058 sin 2 h 
-0.0101 cos 3 ^ + 0.0054 sin 3 B 
+0.0014 cos 4 ^ + 0.0015 sin 4 ^ 
-0.0026 cos 5 ^ - 0.0112 sin 5 ^ 
+0.0004 cos 6 ^ - 0.0064 sin 6 ^ 
+0.0079 cos 7 ^ + 0.0022 sm 7 ^, 



(16) 



and the wave shape represented thereby is shown by the upper 
curve of Fig. 19. 

Let the circuit constants shown' in Fig. 18 have the following 
numerical values. 



r = 200.0 ohms. 

r' = 12.0 ohms. 

r" = 10.0 ohms. 



C = 0.50 X 10^ farads. 
C = 9.0 X 10-« farads. 
L" = 0.150 henrys. 



Table X shows the principal nimierical values entering into the 
transformation from the observed harmonics in the osciUogram, 
that is in i\ to those of voltage e. 



TABLE X 

Dbtbrmination of VourAGE Wave Shapb from O^gillooraph 

Vibrator Current. Ck>NNECTiONS as per Fig. 18 

(Frequency of fundamental, 60 cycles) 



n 


1 


2 


3 


4 


6 


6 


7 


Zn 


200 
-i5305 


200 
-i2652 


200 
-i 1768 


200 
-i 1326 


200 
-J 1061 


200 

-y884 


200 
-i758 


z»' 


12.0 
-J294.7 


12.0 
-i 147.4 


12.0 
-i98.2 


12.0 
-i73.7 


12.0 
-i58.9 


12.0 
-i49.1 


12.0 
-i42.1 


Z«" 


10.0 
+i56.5 


10.0 
+ill3 


10.0 
+j 169 


10.0 
+i226 


10.0 
+i282 


10.0 
+i339 


10.0 
+i396 


En 

In 


-6620 
+i 20,900 


-630 
+i574 


-87 
-i876 


+58 
-i986 


+118 
-i912 


+148 
-i814 


+166 
-i727 


In 


0.0158 
+i0.0054 


-0.0060 
-i0.0058 


-0.0101 
-i0.0054 


0.0014 
-iO.0015 


-0.0026 
+;0.0112 


0.0004 
+i0.0064 


0.0079 
-i0.0022 


En 


-218 
+i294 


7.11 

+yo.22 


-3.86 
+i9.32 


-1.40 
-il.47 


9.91 
+i3.69 


5.28 
+i0.62 


-0.29 

-y6.ii 



(Slide rule accuracy in oomputatioDB.) 



DETERMINATION OF WAVE SHAPE OF E.M.F. 



79 




Pto. 19, — The Distortion Produced by the Circuit of Fig. 18. Upper: Oscil- 
lograph Vibrator Current, i\ Lower: Main Line Voltage, e, by Analysis. 
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The equation for instantaneous values of e is then, from Table X, 

e= -218cos^- 294sin^ 
+7.11cos2^-0.22sin2^ 
-3.86 cos 3 ^ - 9.32 sin 3 ^ 
-1.40cos4^ + 1.47sin4^ 
+9.91 cos 5 ^ - 3.69 sin 5 ^ 
+5.28 cos6^ - 0.62 sin6^ 
-0.29 cos 7 ^ + 6.11 sin 7 9. (17) 

The lower curve in Fig. 19 was plotted point by point from 

equation (17), and serves very well to illustrate the magnifying 

effect of the circuit used on the higher harmonics. It should be 

noticed that for the second and third harmonics, the distortion is 

particularly great on accoimt of the approximation of these 

frequencies to the resonant frequency of the circuits Z' and Z". 

E 
This is indicated by the low values of the ratio y in Table X. All 

of the different frequency components of higher order than the 
first are magnified to about thirty times their normal values in the 
oscillogram. Using a smaller condenser capacity C, or a smaller 
self-inductance L", would prevent the great relative magnification 
of the second and third harmonics, but would still magnify th({se 
of higher order to a sufficient extent. 



CHAPTER V 

EQUATIONS OF MOTION OF THE GALVANOMETER 
MIRROR IN THE ELECTROMAGNETIC TYPE 

OF OSCILLOGRAPH 

62. General. — In this chapter the equations of motion of a 
mirror, attached to the two supporting strips which constitute the 
galvanometer coil of the electromagnetic type of oscillograph are 
developed, with a view to showing the extent to which the indica- 
tions of such a device are in error when used to record the wave 
forms of uniformly alternating currents. The discussion also 
affords a good illustration of the use of the complex quantity 
notation as appUed to alternating quantities other than currents 
and electromotive forces. 

In using the oscillograph to record continuously alternating 
currents, there is probabiUty of two kinds of error, viz., change in 
caUbration constant of the vibrator for different frequencies, and 
a time-phase displacement of the mirror deflection from the current 
flowing in the supporting strips. 

Departure of the damping force acting upon the mirror and 
strip from strict proportionality with the velocity of these parts 
would cause the mirror motion to be other than a pure sine wave 
even though the deflecting force be such. Because of the low 
velocity of these two parts, however, it is improbable that such 
an effect could be detected. In calculations relative to the mirror 
motion, the damping force will be assumed proportional to the 
velocity. 

If the moving system is not damped at all, the deflections of the 
mirror will at aU times be in phase with the deflecting force for 
frequencies below the natural or free frequency of vibration, while 
for frequencies above this value, the displacement will reverse in 
phase. On account of the damping, the deflections will not be in 
exact phase coincidence with the force acting, but will, for fre- 
quencies below the free vibration frequency, be lagging with 
respect thereto. 

81 
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t 

The inertia of the moving parts tends to cause a change in the 
cahbration constant of the vibrator — particularly for frequencies 
approaching the natural frequency. 

At very high frequencies it is conceivable that the motion of 
the vibrator strips in the intense magnetic field produces an 
induced electromotive force of a magnitude comparable with that 
impressed upon the vibrator circuit. This matter will be referred 
to again. 

63. Fundamental Equations of Motion of the Vibrator Strips. 

— Assume the entire length of the vibrator strip to be acted upon 

by a force 

a cos u)t 

per unit of length, by virtue of a current 

i cos (i)t 
flowing in the strip. Let 

T = tension in the strip, in dynes, and 

m ~ mass of the strip per imit length, in grams. 

The fundamental differential equation of motion when the strip 
is immersed in a viscous liquid is 

where x is measured along the equilibrium position of the strip, 
and s is measured perpendicularly thereto, and thus represents 
the displacement, k represents the damping force per imit length 
of strip when the strip is moving with imit velocity. 

The solution of the above partial differential equation will yield 
a combination of decreasing exponential functions (decreasing 
with time) and trigonometric functions, so that under steady con- 
ditions after the transient terms have become zero the motion of 
the strip at any point in its length will be represented by the 
trigonometric terms which are not affected by the decreasing 
exponentials. Thus 

a = A cos (ji>t + B sin cot, (2) 

where the integration constants A and B are functions of x and 
the physical properties of the system. 
Since a is a simple harmonically varying function it may be 
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represented by the conventional complex quantity notation, and 
the variable t thus eliminated. 
Thus, for any arbitrarily selected origin of time, 



F = deflecting force = /i + jft, 

S = displacement of strip at any point = «i + jst, 

y = ^ = j(aS = velocity, 

A = -57 = -3^ =* — (£^S = acceleration. 
at or 



(3) 



Equation (1) becomes for the permanent condition of operation 



T^-kV + F^mA, 



cPS 



dx 



a 



jkuS + F = -im^S. 



(4) 



Combining terms and placing 



«* = f > 

F 



equation (4) reduces to 



(5) 



dx* 



+ a»5 = -N, 



(6) 



the solution for which is 



N 
a' 



(7) 



in which Ai and As are arbitrary integration constants which must 
be determined from known boundary or initial conditions. Since 
c^ is itself complex, the quantity ja is complex, and therefore the 
exponentials become combinations of trigonometric functions and 
exponentials with real exponents. 

64. Determination of Integration Constants. Their De- 
pendence upon the Moment of Inertia of the Mirror. — Let 



2 Z = total length of vibrator strip, or 
I =3 distance from support at end to mirror at 
the mid-point of the strips. 



(8) 
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At X =: I, the slope of the strip at any instant must be such as to 
give to the point of contact with the mirror the same acceleration 
as (7) would yield for a; = 2; this on the assimiption that the 
mirror causes no damping over and above that due to the vibrator 
strips, and further that the length of the mirror along the strip is 
negligible as well as any forces due to flexure of the strip at the 
point of contact. These conditions are not realized exactly, but 
to take them into consideratiop would hopelessly complicate the 
problem. It is not to be expected that the neglect of these matters 
will vitiate the solution to any great extent. 
Let 



4 J = polar moment of inertia of the mirror about 
a gravity axis parallel to the strips. 

2 d = spacing of the two supporting strips, center 
to center. 



(9) 



The normal acceleration at the point of contact is d times the 
angular acceleration of the mirror, and the torque exerted by each 
half-strip is 



dxjz-i 



The algebraic sign used in this expression for torque applies to the 
first half-strip only, but as all of the four half-strips exert equal 
accelerating forces upon the mirror, each may be thought of as 
accelerating one-fourth of the mirror, and our investigation 
confined thereby to one half-strip only. 



cPs 
dp 



1 3^ Td^ dsl 
Jz-z ^ / dxjx-r 



(10) 



d^s 
dp 



In the complex quantity notation, -^ = — co^S. 

Let 

H = -jp- , and then at a: =» Z, 

dx ax H 



(11) 



Equation (11) serves as one boimdary condition for the deter- 
mination of the integration constants, in that it expresses the 
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value of the first derivative of the function in terms of the function 
itself, at a given value of x. 

As a second condition, since there are two constants to be 
determined, 

iS = at a: = 0. 
Thus 






(12) 



Substituting (7) in (11), and then placing x » Z, 






or 



and 



(^ - ja) ^lAr + {^ + jc^ 6-i-'^, = 



<a 



m 



A, 



+ 



4i = 



N 



(13) 



Solving the two equations of (13) for Ai and At, 



A ^ 

Ai^-i 



A ^ 



(^-i.)^-g 



,-~jal 



""(»- '-)•-- (I +'■-)<- 



(14) 



66. The Mirror Motion. — If these values of Ai and Ai be 
substituted in (7), the equation of motion for the strip at any 
point will be obtained. Since it is the motion of the mirror only 
that is of interest at present, the introduction of (14) in (7) and 
the substitution of { for a; in the resulting equation will give the 
desired solution. S, as given by (7), used with the subscript m 
designates the mirror motion so obtained. 






(i> 



t 






-1. 



(15) 
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Writing (15) in a trigonometric form, that is, substituting sines 
and cosines for th^ imaginary exponentials, 



S^ = 



N 



a" 



T^smat 



a 



- 1 



O) 



77 sin al — a cos al 



which after simplification becomes 

cos al — \ 



a 



Ct) 



77 sin al — a cos al 



(16) 



which may be taken as the final form. 
Since o^ is complex, a is also complex, and may be written 

a = u + jv. 

The square root is most easily formed by expressing a^ as a scalar 
with its angle, and then taking for the scalar value of a the square 
root of the scalar value of a^, and for the angle of a, one-half the 
angle of of. Thus, if 

c2 = a« + 6*, 



where 
and 



we have 



tan 20 = -I 
a 



a = Vc/^ "* Vc cos P+j Vc sin fi. 



The trigonometric functions of the complex, a, are 

sin (u + jv) = cosh t; sin u + j sinh v cos u, 
cos (u + jv) = cosh V cos u — j sinh t; sin u. 



(17) 



Further reduction of (16) by introducing (17) is not desirable, 
except numerically, since the resulting expressions become too 
involved. 

66. Application of Analysis to a Particular Case. — To 
illustrate the application of the foregoing development and to 
show the magnitude of the errors which may be expected in 
practice, we will consider the motion of the mirror in a vibrator 
used by the General Electric Company in their commercial form 
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of oscillograph. The dimensions of the moving parts are, approxi- 
mately: 

Silver alloy strips, 0.0070" X 0.00075". 
Total length of strips, 0.438". 
Tension per strip, 3.0 oz. 
Spacing of strips, 0.012". 

Class mirror (thickness increased by 25 per" cent to allow for 
cement used in attaching to strips), 

0.060" X 0.017" X 0,0075" thick. 

Using 10.0 as the specific weight for the silver strips, and 3.0 
for the glass mirror, the following values in C.G.S. imits are ob- 
tained for the various constants. 

{ = 0.555 cm. 

m = 0.340 X 10^ grams per cm. length. 
T = 83,500 dynes. 
7 = 1.75 X 10-« gram-cm^. 
d = 0.01525 cm. 

The quantity k is not known, and its calculation from the known 
dimensions of the system and the viscosity of the liquid would 
be very diflScult, but if the assmnption is made that the vibrator 
strips are critically damped for the fundamental frequency of free 
vibration, its value may be determined. 

In Byerly's "Fourier's Series and Spherical Harmonics," the 
motion of a string of finite length vibrating in a resisting medium 
is discussed, and in his solution (on pages 113-115) we find, using 
the notation adopted here, the angular velocity of free vibration 
of fundamental frequency to be 

so that the free vibration frequency when undamped would be 

the familiar equation for vibration of such a t3rpe. 
For critical damping, by (18), 



fci = J VmT. (20) 
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For the numerical case in hand, A^i - 30.16 and /o « 7050. 
These values are, of course, not exact, since the mass of the mirror 
has been neglected, but they serve as a basis for an estimate as to 
the value of A;. The free frequency of vibration as given by the 
manufacturers' data is 5000. 

Using the above tabulated numerical constants, three separate 
calculations for various frequencies have been made, taking three 
different values for k, viz., 

fc = 0, 

k = 0.75 fe = 22.62, 

Jk= 1.50Jfci = 45.24, 

the results of which are given in the following table. The quan- 

tity -T?, as given in the table is proportional to the deflection of 

the mirror when unit current is flowing in the strips, and thus 
represents the calibration constant of the galvanometer. The 
angle 4> is the lag in time-phase position of the mirror deflection 
behind that of the current. 



TABLE XI 
Motion of Oscillograph Vibrator 





k-0 


jb-0.76ft| 


k^LSOki 


/ 


N 


d4. 




deg. 


N 


d4. 



100 
500 
1000 
1500 
2000 
2500 


0.1540 
0.1541 
0.1556 
0.1605 
0.1603 
0.1834 
0.2050 











0.1540 
0.1540 
0.1547 
0.1567 
0.1599 
0.1641 
0.1687 




1.24 
6.29 
12.78 
19.66 
27.16 
35.45 


0.1540 
0.1539 
0.1521 
0.1463 
0.1389 
0.1297 
0.1201 




2.48 
12.45 
24.53 
35.80 
46.27 
55.82 



Figure 20 shows the curves plotted from the above data. 

The results of this numerical analysis are very interesting, and 
substantiate the statements made in the opening of this discus- 
sion, section 52. In no case can the oscillograph depict the true 
wave shape of a complex wave of current in the vibrator strips. 
If the dmnping is zero, the deflections are in their proper time- 
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phase position; but the calibration constant differs for the different 
frequencies — the higher frequency components being magnified 
in the oscillogram. For a damping a little greater than 0.75 A^i, 

the calibration constant of the vibrator, -^, will be practically 

unvarying with change of frequency, but in any case with damping 
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Fig. 20. — Characteristics of Oscillograph Vibrator Motion. Calibration 
Constant and Angle of Lag from Equation (16). 



present; an error in time-phase position occurs. The use of dis- 
torting circuits for the purpose of accentuating the higher har- 
monics in no way increases the percentage error introduced by 
the oscillograph, for such error is dependent upon the frequency 
only, and not upon the magnitude of the deflection (of coiu'se 
within the limits of permissible vibrator current). 
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67. Ttie Intensity of the Magnetic Field Surrounding the 
Strips. — From the observed calibration constant of the instru- 

ment and the computed value of *^ it is possible to determine the 

flux density of the magnetic field in which the vibrator is placed. 
Let 

L ~ distance from mirror to observing screen. 
c => observed deflection of light spot per absolute xmit of 

current in the galvanometer strips. 
/ = current in vibrator strips, abamperes. 

Then 

D ^ cl — deflection of light spot on screen. (21) 

For the small deflections used, 

sy = Kj ~ "X ~ angular rotation of mirror. (22) 

From equation (22), 

Sm _ del j^ del , . 

F 
By equation (5), however, N — jp, so that in (23) 

dcIT 
F = force per irnit length = w- = BI, (24) 

where B = flux density surrounding the vibrator strips. 
Thus 



B = 



2L 

For the vibrator in question, the caUbration constant was 

given as 

0.0060 amperes per mm. deflection, 
from which 

c = 167 cm. per abampere of current. 
AlsOi 

L = 46 cm., approximately. 

At zero frequency, from Table XI, the numerical valiie of -^ 

is 0.1540. Substituting these numerical values in equation (25), 
B « 15,010 lines per sq. cm., approximately. 
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68. Electromotive Force Iiiduced in Vibrator Strips. — The 
area swept over by a vibrator strip during a half-cycle may be 
deterniined approximately by assmning the strips to coincide with 
straight lines at the instant of maximmn mirror deflection. From 
the known value of flux density, the total change of flux within 
the loop may be determined, and thus the induced e.m.f. 

Suppose the vibrator to be carrying a current of 0.060 amp. and 
thus giving a deflection of 1.0 cm. on the screen. By equation 

(22), then, Sm — kt = 0.000166 cm., and the total area enclosed 

by the two strips when each is displaced by this amount at the 
center is 0.000184 sq. cm. The flux enclosed by this loop is 

4>m«x. = 0.000184 B = 2.76 lines. 

The effective value of induced e.m.f. is 4.44 ^max.f 10^ volts. 

E = 12.3/ 10-» volts. 

Even for / = 5000 cycles per second, this gives only 0.00061 
volts — an amount scarcely comparable with the minimum voltage 
impressed on the vibrator circuit. The resistance of the vibrator 
circuit may be reduced to approximately one ohm, thus requiring 
an e.m.f. of 0.060 volts to produce the amount of current under 
consideration. Thus under, the most unfavorable conditions — 
highest frequency and lowest vibrator circuit resistance — the 
voltage induced in the vibrator strips by virtue of their motion in 
the magnetic field is only one per cent of the impressed, so that 
in no one case need any appreciable error be expected to arise from 
the cause here considered. 

69. The Free Vibration Frequency of the System when the 
Inertia of the Mirror is Considered. — The vibrator mirror may 
oscillate freely at an infinite number of frequencies if the damping 
be not too great, and if the damping constant be zero these fre- 
quencies may be determined from equation (16) by equating the 
denominator in the parentheses to zero and then finding by trial 
the values of a> which satisfy th^ equation. This procediu^ 
amoimts to finding the values of a for which Sm will have a finite 
value even though there be no current flowing in the vibrator 
strips — that is, iV = 0. 

ThuSi for free oscillation, imdamped, 

•j^sinol — aoosoZ a 0. (26) 
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For fc = 0, by equation (5), 



a* = 



T 



or 






so that by replacing H by its equivalent, equation (11), 

y^smy y tco - y ycucosy^ico = 0, 



(27) 



from which, by dividing, 

tan 



1 pr 

<a = j-y — tan 



-I 



VmfcP 



(28) 



either of which expressions may be used to determine co. 

A graphical method applied to the first of equations (28) yields 
sufficiently accurate results with very little labor. The two 
curves, 

y' = tany^iw 
and 



y" = 



/« 



may be plotted, using co as independent variable, and their inter- 
sections noted. The values of co at these intersections are those 
corresponding to free oscillations of the mirror. 

Since the second curve, y", is asymptotic to the axis of «, the 
intersections of the two curves give values of co more and more 
nearly equal to those for which 



tan 



v/|za, = 0, or c. = n.y^, 



where n is any integer. 

If no mirror be present the quantity / becomes zero in the 
equations, and then (28) reduces to 



or 






(29) 
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where n is any integer/ For n = 1, the fundamental frequency 
of vibration for the strips alone becomes 



J/-0 2tJ/.o 4zVm' 



(30) 



a result identical with that given in equation (19). 
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Fig. 21. — Determination of the Free Frequendee of Vibration of Oscillograpli 

Mirror, on - 32,300. wi -> 102,500. 

For the vibrator and mirror under consideration, equation (28) 
gives the numerical result, 

tan (0.000035415 «) = !}l^^. (31) 

Fig. 21 shows the two curves, 

y' « tan (0.000035415 «) and y"^i^!^^^, 



from the intersections of which the first two free vibration fre- 
quencies are 



2t 



2t 
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The first of these values, 5150, may be compared with the free 
vibration frequency for the strips alone, 7050 cycles per second, as 
given by equation (19). The addition of the mirror to the system 
reduces the free vibration frequency by 1900 cycles per second. 

It is to be noticed that equation (29) gives no free vibration 
frequency which is an even multiple of the fimdamental frequency, 
obtained by placing n = I, even though it is known that a stretched 
string or strip may oscillate at any frequency which is a multiple 
of the fundamental. It is to be remembered in this connection that 
equation (16), on which (29) is based, refers to the motion of the 
mid-point of the stretched strip only, and that for even multiples 
of the fundamental frequency this point would be at a node and 
therefore have no motion. For all odd multiples the mid-point 
lies at an anti-node, and thus has a motion — the result shown 
by (29). 



CHAPTER VI 

ALTERNATIN6 CURRENT PHENOMENA IN AN 

IDEAL LINE 

60. The Ideal line. — By an ideal line, from the point of view 
taken in the preparation of this chapter, is meant one which is 
characterized by fom* electrical properties per imit of length, viz., 
line resistance, inductance, conductance, and electrostatic capac- 
ity. The line is supposed to be uniform throughout, so the values 
of these four constants or properties are constant for every unit 
of length. These constants must be regarded as the effective 
values of such, since the apparent properties of a transmission 
system carrjring alternating currents are dependent upon the fre- 
quency of the line voltages and currents. A- discussion of such 
changes will follow, for here it is sufficient to consider the constants 
as effective values and to develop the equations for the alternating 
phenomena in terms of them. 

61. Fundamental Circuit Constants. — In general, for sym- 
metrically arranged polyphase systems it is desirable to take the 
properties of each conductor as referred to the neutral of the 
system, although in the case of single phase transmission with two 
conductors it is satisfactory to consider the conductor with its 
return in determining the ph3rsical constants. In the first case, 
voltages are counted for each conductor to neutral, while in the 
second case, the voltage between wires is used. 

Let 

r = line resistance per imit of length, ohms. 
g = line conductance per imit of length, mhos. 
L = self-inductance per unit of length, hemys. 
C = electrostatic capacity per imit of length, farads. 

Since the numerical values of the line constants do not change 
(on the assumption of an ideal line) for a fixed frequency, a sine 
wave of voltage impressed on the line will produce only sine waves 
of voltage and current throughout as long as the load is not of such 

95 
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a character as to cause a distortion of wave shape. This is in 
accordance with the discussion in section 48, Chapter IV, and 
permits of a representation of the Une constants at this fixed 
frequency by means of the conventional complex quantity nota- 
tion, impedance and admittance. 



Z =s r+j2'jrfL = impedance per imit length, 
y SB g + J 2 x/C — admittance per unit length. 

X = 2x/L, z = Vr» + xS 
6 = 2t/C, y^Vf + i^. 



(1) 



In the two quantities, Z = r +jx and F = g + j6, it is to be 
noted that the ''j" terms are both of the same algebraic sign — 
a matter over which students very often become confused, since 
an admittance, Y, as the reciprocal of an impedance, Z, reverses 
the algebraic sign of the ^'j, " or imaginary, term. In this instance, 
however, the admittan^ Y is not the reciprocal of, nor in any way 
related to, the iinpedance Z — the former being the conductance 
and capacity admittance from wire to neutral, or between wires, 
while the latter is the inductive impedance of the wire, or wires. 

62. Fundamental Differential Equations and Solutions. — In 
the alternating current system the electrostatic capacity is always 
present, and therefore the admittance Y, so that in no case can it 
be said that the ciurent is of uniform value throughout the line 
length — a condition approximately realized in the case of direct 
current transmission over a line with good insulation. For this 
reason the exact solution for the alternating current problem will 
be given first, and approximate solutions discussed afterwards, with 
the rigorous expressions on hand for comparison. 

The fundamental differential equations for current and voltage 
along the line are set up in exactly the same way as for the direct 
current problem, equation (1), Chapter II, using Z and Y in place 
of r and g, respectively. 



from which 






(2) 
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Equation (2) is exactly similar to equation (3), Chapter II, the 
constant ZY taking the place of rg (to which ZY reduces for zero 
frequency), so that the complete solution may be written inunedi- 
ately, following equation (9), Chapter II. 






(3) 



where Eq and /o are the voltage and current respectively at the 
load and E and / are the voltage and current respectively at a 
distance I from the load end. All of these four quantities are 
in general complex, since they represent electromotive forces or 
currents which are alternating. 
63. Auxiliary Circuit Constants. — Since both Z and Y are 

fz 

complex, the two quantities y ^ and VZY are, in general, both 
complex. Let 

y = VZY -=a+j& (4) 

serve as a defining equation for y, a, and jS, which thereby become 
constants per unit of length of the transmission system, a and fi 
may be expUcitly expressed in terms of the fundamental line con- 
stants by the following method: 

(a + i/3)^ = (r + jx) (g + jb), 
or 

of + 2jaP — p^ =^ rg — zb+ jgx + jrb, 

from which by equating reals and imaginaries, 

of — P^ = rg — xbf 
2 a/8 = gx + rb. 

From these two equations, as Steinmetz shows (Transient Electric 
Phenomena and Oscillations), 

a = Vi {zy — x& + rg), 
/9 = Vj (zy + x6 — rg). 



(4a) 



(5) 



Though convenient for some purposes it is not desirable to use 
equation (5) for the calculation of numerical values of a and ff, 
particularly when the line resistance r and leakage g are small in 
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comparison with x and 6, respectively. In such an event the 
product zy differs very little from rr6, and in the expression for a 
the resulting difference, zy — rr6, would be difficult to obtain with 
accuracy. Besides, in any case the numerical work required is 
excessive. It is better to form 

VZF = a -hiiS = y = \r ^l\ (6. + $, ) = v/Bj 

a = w cos $9, 
P — vmnBp, 

and at the same time to form 



\/f = \/^ A(g.-g.) . 



For convenience in writing, let 

t7 = \/| = u/e^ (6) 

64. Complete Expansion of Exact Solution. — If. now, the 
substitution 

e^vi = ^(ai^o = ^±ai (cos pi dz j sin pj) (7) 

be made in equation (3), we obtain 

B = H^o + UIo) ^ {cospl+jsinpi), 

+ i{Eo- UIo) €-«' (C0S/3Z - J sin/30 

/ = i(/o + ^^o)*-' (co8pl+j^npi) 

+ h(jo-jj E^ €-«'fcos pi- j sin pi). (8) 

Ek^uation (8) is particularly well adapted to the phjrsical inter- 
pretation of the mathematical expressions, although, as in the 
solution of the problem for the transmission of direct currents over 
leaky lines, a more convenient form for computing purposes may 
be used. 

66. Interpretation of the Various Terms in the Expanded 
Solution. — In equation (8) consider first the quantity 

cos /3Z it i sin /3i = e=*=^^'. 
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The absolute value of this expression, as the square root of the 
sum of the squares of the two components, is alway imity, so it is 
evident that the only function such a factor can perform is to 
rotate, or change the phase position of, a vector representing an 
alternating quantity. In fact this quantity is called a '^rotating 
operator," because it rotates any vector which is affected by it as 
a multiplier, through, an angle 01. 

cos/3Z+ysin/3Z = €+*« 

rotates a vector in a counter-clockwise direction, and 

cos /9Z — y sin /3i = e~^' 

rotates a vector in a clockwise direction — in both cases by an 
angle numerically equal to pl radians — while the length of the 
vector remains unchanged. 

Returning to equation (8) it is seen that the line voltage (the 
same remarks apply to the line current) consists of the vector sum 
of two apparently distinct components. For increasing values of I, 
that is, going from load towards generator, the vector representing 
the first component, 

E' = i (Eo + UIo) €-' (cosfil + jsinpl), (9) 

rotates in a coimter-clockwise direction by an amount proportional 
to I, and at the same time increases in length on account of the 
factor ^. Counter-clockwise rotation of a vector signifies an 
advance in phase position of the harmonically var3ring quantity 
represented conventionally by this vector. Since the variation 
of e' with time is simple harmonic at a fixed point in the line, and 
for different points along the Une the phase position of e' advances 
proportionally to the distance, it appears that this quantity E' 
is merely the vector representation of a voltage wave moving in 
a negative direction along the line (generator towards load) j§d 
decreasing^ in magnitude as it moves along. Since E' at points 
near the source of power is advanced in phase position with respect 
to E' at points more remote, it is obvious that the direction of the 
wave motion of this component is opposite to our arbitrarily 
selected positive direction along the Une. For increase in Z, this 
component increases, but speaking of the wave represented by 
E', it may be said to decrease in magnitude in tin; direction of its 
propagation. 
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As to the remaining component, 

E" = H^o - UIo) €--' (cos pl - j sin ffl), (10) 

it is seen that the vector which this represents rotates in a clock- 
wise direction as I increases, and at the same time decreases in 
magnitude according to the multiplier €^K E" is thus the 
vector representation of a wave moving along the line from the 
load towards the generator — decreasing in value as it goes. 
According to the above physical interpretation of the meaning of 
the two terms in the expression for the Une voltage, the e.m.f. at 
any point is made up of the sum of two separate waves moving 
in opposite directions; a main wave, E', moving from generator 
towards load, and a reflected wave, £", moving from the load 
towards the generator. Both of these waves decrease in magni- 
tude at the same proportionate rate, in the direction of their 
propagation. This decrease in amplitude of each of the separate 
waves is due to the loss of energy in the resistance and leakage of 
the Une, that is, the tV and (?g losses. For a line with no resistance 
or leakage the waves do not change at all in magnitude, though 
the effective line voltage or current of course varies along the Une 
on account of the different phase positions at which the main and 
reflected waves combine into the resultant. 

As stated before, the current equation may be interpreted in 
exactly the same manner as has been done with the expression 
for voltage. The two components of the resultant current are 

/' = ^ (/o + ^ E^ ^' (cos Pl + j sin fil), (10a) 

which represents the main wave, or wave traveling from generator 
towards receiver, and 

/" = I (^0 - ^ e)j €-' (cos fil - j sin pi), (10b) 

which represents the reflected wave, travehng in the opposite 
direction from the main wave. 

66. Example of Calculation of Fundamental Constants in the 
Equations. — Before going further with a discussion of the 
equations, a numerical example wiU be considered in order to 
iUustrate the method of determining the numerical values of the 
quantities which enter into the equations and to form a basis 
for the construction of the vector diagrams representing the 

phenomenal: i--.: 



EXAMPLE OF CALCULATION 
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TABLE XII 

Calculation of Auxiliary Constants of Transmission Cxrcutt 

Fundamental line constants, per mile to neutral : 

r = 0.276 ^-0.15X10-*, L = 0.00204, C - 0.0146 X 10-», 

/ = frequency = 60 cycles. Log L = 7.309630-10, Log C = 2.164363-10. 



2 = 2ii/L 


log/ 

log 2 t/ 

logx 

logr 


1.778151 
2.576331 
9.885961-10 
9.439333-10 




tan dj « - 


log tan Bm 


0.446628 






log sin Bt 


9.973872-10 




X 

smtfj 


log* 
9. 


9.912089-10 
70^ 19' 26.42" 


Z '^r+jx =■ z/Bm 


h = 2ir/C ' 


log 6 
logg 


4.740684r-10 
3.176091-10 




tan By- - 


log tan ^y 


1.664693 




log sin By 


9.999839-10 






^ ~ sin By 


logy 
(?y 


4.740846-10 
88** 26' 20. 16" 


Y^g+jb^y/By 


v^ ^ zy 

Ic Bv ^ B§ ^ By 

a s v cos Bv 
fi — V sin Bv 


2Iogt; 

2Bv 

Bv 
logv 

log COS Bp 
log sin 0v 
log a 
log/8 


4.652934r-10 

168*^45' 46.68" 
79*^22' 63.29" 
7.326467-10 

9.266463-10 
9.992498-10 
6.691920-10 
7.318965-10 


V^^ZY^zy/Bu-^By 




, 360 


1.768123 




P ~2t^ 


log/}* 


9.077088-10 






a 

/5« 


0.000390769 
0.119423 





y 

i Bu ^ Bg "^ By 



2logi« 

2Bu 
logu 

Bu 

log - 
u 

U 
1^ 
U 



6.171244 

-{18*' 06' 63.74") 

2.586622 

-(9^ 03' 26.87") 

7.41437^-10 



..v/| 



tt/fu 



u \z uf—^ 

386.143 /- (9** 03' 26.87") 
0.0025964 4/9** 03' 26.87" 
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The numerical calculation of the line constants is given in detail, 
and, as is most convenient, is carried out by means of logarithms. 
Even when carried out with the accuracy afforded by six-place 
logarithm tables the amoimt of work required is very small, no 
work being required other than that indicated in the table. In 
general it would not be advisable to make such a computation with 
six-place tables, since the accuracy of the computation is very 
much greater than that of the fundamental data. Five places are 
usually sufficient. 

67. Vector Diagrams Representing the Exponential Form of 
Eqtiations. — Suppose that at the load the e.m.f . between one 
wire and neutral is 50,000 volts, and that the load current is 25.0 
amperes. Suppose the power-factor of the load to be such as to 
cause the current to lag 25.0 degrees behind the voltage in time- 
phase position. Using the nimierical values of the constants as 
determined from the calculations in Table XII, with equation 




2Eo 

Fig. 22. — The Vectors Representing the Main, Reflected, and Resultant 

Voltage Waves at the Load End. 

(8) the vector diagrams representing the separate components, as 
well as the resultant, of the voltage and current along the line will 
be constructed. 

If the load voltage be selected as the reference vector (that is, 
the arbitrary origin of time so selected as to make Eo a cosine 
variation), we have 

Eo = 50,000/0^ volts, 
/o = 25. 0/— 25^ amperes, 
and thus 

UIo = 9628.58/::2l34l03;;^6^871 volts, 

jjEo=^ 129.822/910OOZ amperes. 

Fig. 22 shows the vectors, Eo, Jo, UIoi and the two vectors 
representing the component waves at the receiving end, 

2Eo' = JEfo + UIo and 2Eo" = Eo- UIq. 
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Fig. 23 shows the analogous current vectors, with Eo again shown 
as the reference, Eo, hj jj Eq, and 

2W = Io + jjEo and 2/o" = /o-^^o. 

If now a numerical value be assigned to {, say 100 (miles), the 
vector 2 Eo' will be rotated in a counter-clockwise direction 

^iit; 



Fig. 23. — The Vectors Repreeenting the Main, Reflected, and Resultant 

Current Waves at the Load End. 

through an anglp fil, or in this case 1 1.9423 degrees, and at the same 
time increased in length by the factor 

^ = €»«w» = 1.03985. 

2 Eo'^ rotates by an equal amount in a clockwise direction, and 
decreases in length by the factor 

€--' = 0.96168. 

One-half the vector sum of these two vectors is the vector repre- 
senting the actual line voltage at the distance of one hundred miles 
from the load. This resultant is very easily obtained by drawing 
a vector from the origin to the mid-point of the line joining the 
extremities of the component vectors. 

In Fig. 24, Eo is the load voltage, to scale; 2 Eo' and 2 Eo'' are 
twice the load-end values of the main and reflected waves, respec- 
tively. The curve. Locus of 2 E', indicates the path followed by 
the end of the vector in question for continuously increasing values 
of {. For each 400 mile point in the line, the vector is drawn in 
the diagram. The last vector so drawn is for a line 2000 miles in 
length. For I » 2000 the rotation of 2 E' is 238.846 degrees, and 
the factor ^ is 2.1848. The curve. Locus of 2 E", indicates the 
path followed by the end of the vector 2 E" for continuously in- 
creasing line lengths. The spiral is in this case a decreasing one, 

and for I « 2000, the factor e^ = 21848 ^ O*^'^'^^- 
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The resxiltant of the two waves, E' and E" is given by the vector 
E, the end of which moves along the curve, Locus of E. 

The rotation of the vector E is not proportional to the line 
length as is the case with the separate components, since it is 



__Locn8 0f2E' 




Locus of SE' 



Fig. 24. — Diagram of Voltage Vectors for Increasing Line Length. 

Subscripts Refer to Line Length. 



made up of the vector sum of two vectors rotating in opposite 
directions and changing in length as they rotate.. 

Fig. 25 contains the current vectors, all of which are treated in 
the way just described for the voltage vectors. For the load 
selected as illustration, the e.m.f. Uh, which is added to and 
subtracted from the e.m.f. Eq in order to form the initial vectors 
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for the separate waves, is considerably smaller than Eq^ and there- 
fore the initial vectors Eq' and Bo" do not differ very much from 
Eq, Thus, for distances up to approximately 100 miles from the 
load end, the resultant voltage vector does not change very much. 



.*'''Lo<m«o£«l' 




Fig. 25. — Diagram of Current Vectors for Increasing Line Length. 

Subscripts Refer to line Length. 



In the case of the vector diagram of currents, the component 
jj Eois several times the load current, so that the current at the 
receiving end, Iq, is made up of the sum of two vectors nearly 
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equal in length and displaced from each other by approximately 
180 degrees. The rota^on in opposite directions of these two 
component vectors produces a resultant vector / which varies 
very rapidly for small increase in line length, as may be noticed in 
Fig. 25 from the manner in which the curve, Locus of /, starts 
from its initial point at Iq. 



1600 




aooo 



Fio. 26. — Voltage and Current Vectors. Numbers Indicate line Length. 



The two loci of the ends of the resultant voltage and current 
vectors are reproduced in Fig. 26, the vectors for the end of each 
400 mile section of line being drawn. For any point in the line, 
the power-factor is given by the cosine of the angle between the 
vectors representing E and / for this length. For example, in 
Fig. 26, where the numbering indicates the length of line to which 
each vector belongs, for the end of the 800 mile section the current 
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as will be shown later. Since the 



is ahead of the voltage in time-phase position by an angle of 
approximately 10.5 degrees, while at a point 1200 miles distant 
from the load the current is lagging by 22.8 degrees. Again, at 
2000 miles, the current leads by 25.8 degrees. For increasing line 
length this power-factor angle oscillates about an angle equal to 

that of the quantity f^ = y y> 

load as well as the line losses must be supplied by an average flow 
of power along the line in a negative direction (generator towards 
load) it is evident that this phase angle can never be greater than 
90 degrees, for then the average power transmitted {EI cos 4>) 
would reverse in sign, and thereby indicate a flow of energy in the 
opposite direction. In fact, for any line with losses (r or g present) 
the power-factor angle can never equal 90 degrees, for then there 
would be no average power passing the point in question to supply 
the line losses in the portion of the line more distant from the 
generator. 

68. Operating Characteristics from Vector Diagrams. — From 
the original drawings for the preceding figures, in which the vectors 
were inserted for every 200 mile section, the following values were 
obtained: 



TABLE XIII 

DiSTRiBimoN OF Electrical Quantttibs Along a Long Trans- 
mission LiNB 



Lencth, 
miles 


E^, volts 


/^., amp. 


Powsr-faotor 
aogle, dsgrsss 


K.W. par phase 


Effic, pw cent 




200 

400 

600 

800 

1000 

1200 

1400 

1600 

1800 

2000 


50,000 
48,900 
40,500 
28,900 
24,300 
34,700 
49,200 
60,600 
65,700 
65,000 
61,700 


25.0 
49.5 
94.5 
128.0 
143.2 
139.5 
122.8 
107.0 
112.5 
140.0 
173.5 


25.0 lag 
58.5 lead 
65.0 lead 
49.8 lead 
10.5 lead 
19.5 lag 
22.8 lag 
8.5 lag 
13.2 lead 
26.2 lead 
25.8 lead 


1130 
1245 
1612 
238S 
3410 
4550 
5550 
6400 
7250 
8150 
9620 


100.0 
90.9 
70.1 
47.3 
33.2 
24.8 
20.4 
17.7 
15.6 
13.9 
11.7 



(The above values were determined by measurinc the vector diacram, so may be slifhtly in- 
aoourate.) 

The above numerical results are plotted in Fig. 27, with line 
length as independent variable. 
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Fig. 27. — Voltage, Current, Power, and Phase Angle in a Long Line. 



69. Limiting Forms of Vector Diagrams for Infinite Length 
Line. — In this figure the curves representing E and / approach 
the simple exponential curve in form when the line length becomes 
infinite. This follows from the disappearance of the term repre- 
senting the reflected wave, in equation (8), because of the de- 
creasing exponential. The equations of the limitHJurves are thus 

E = So'e«^ 
and 

/ = /oV', 

in which scalar values are used. The wavy appearance of the 
curves in Fig. 27 for the line under consideration is due to the 
combination*of the main wave with the reflected wave, which, for 
the comparatively short length of line, has not disappeared. 

The power curve, on the other hand, does not approach a simple 
exponential curve as a limit, as will be shown under the discussion 
of power relations and line losses. 

70. Instantaneous Values from Vector Diagrams. — If it is 
desired to know the instantaneous distribution of current and 
e.m.f. along the line it is, of course, only necessary to draw the 
circles on the vectors in the diagram as diameters, and then to 
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measure the intercept on the time radius drawn through the origin 
at an angle with the reference vector equal to the product of the 
angular velocity of alternation (w = 2vf) and the elapsed time 
between the zero instant and the instant for which the distribution 
is desired. If the diagram represents effective values, the inter- 
cepts must be multiplied by the square root of two in order to 
secure instantaneous values. 
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Fig. 28. — Instantaneous Distribution of Voltage 0.075 Second After 

Positive Maximum of E^, 



By selecting £fo as the reference vector in this nimierical illus- 
tration, .we have, as fimctions of time, 

Co = V2 50,000 cos 2 t/<, 

referred to the instant at which 6o passes through its positive 
maximum, and 

to = V2 25.0 cos (2 -Kji - 25°) . 

Let the curves be plotted showing the instantaneous distribution 
of current and voltage 0.075 second after the origin of time. The 
time radius will have turned through 0.075 X 60 = 4.50 complete 
revolutions, or will be displaced from the reference line by an angle 
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Fig. 29. — Instantaneous* Distribution of Current 0.075 Second After 

Positive Maximum of ^o. 
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Fig. 30. — Instantaneous Distribution of Power 0.075 Second After Positive 
Maximum of E^, Voltage and Current Curves Reproduced from Figs. 28 
and'29. 
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of 180 degrees. The square root of two times thef intercepts of 
the various circles on this radius gives the values which are plotted 
in Figs. 28, 29, and 30. 

71. Instantaneous Values of Power at Different Points. — In 
Fig. 30, the instantaneous values of power are obtained from the 
products of the corresponding instantaneous values of current and 
e.m.f . It is interesting to note that at this particular instant, for 
the section of line between I = 600 and { = 800 miles, the power 
is negative — that is, the flow of energy is from load towards 
generator — while on either side of this section the energy flow is 
from generator towards load. At any point in the line at which 
the power-factor is not unity, these negative values of instantane- 
ous power may be observed at some instant. From Fig. 27 it is 
seen that at the distances of 40, 870, and 1480 miles from the load 
the angle of lag is zero (power-factor unity), and thus the in- 
stantaneous power at these points cannot be negative at any time. 
These large variations in the distribution of instantaneous power 
along the line are of coiu'se occasioned by the continual and periodic 
redistribution of the energy stored in the line self-inductance and 
electrostatic capacity. 

To show the variation in power distribution along the line from 
instant to instant. Fig. 31 contains curves giving the instantaneous 
values of power for six successive intervals of time, beginning with 
the instant at which Eo passes through its positive maximum 
(t = 0) and covering one-half of a cycle. 

No. 0, « = 0. 

No. 1, t = 1/720 second, 1/12 cycle. 
No. 2, t = 2/720 second, 2/12 cycle. 
No. 3, t = 3/720 second, 3/12 cycle. 
No. 4, t = 4/720 second, 4/12 cycle. 
No. 5, t = 5/720 second, 5/12 cycle. 

Though this set of ciures covers only a half-cycle of voltage or 
current, it is suj£cient to cover a whole cycle of the power wave, 
since this latter is of double the frequency of its two components, 
voltage and current. 

72. Equations for the Loci of the Ends of the Component 
Vectors. — The curves traced out by the ends of the vectors 
which represent the component waves are logarithmic, or equi- 
angular, spirals. Take, for example, the locus of the end of the 
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vector representing the main wave. Its initial length is eo', and 
for increasing distance from the load end of the line, its length 
is represented by the equation 

e' = 66V^ (11) 
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Fig. 31. — Instantaneous Distribution of Power 0, 1, 2, 3, 4, and 6 Twelfths 
of a Cycle after the Positive Maximum of ^o. Numbers on Curves Indicate 
. Twelfths of a Cycle. 



and the angle the vector makes with its initial position is 

Eliminating the parameter 2 by I = -z, 

e' = CoV , 



(12) 



(13) 



which is the equation of the exponential cm^e in polar coordinates. 
Let 4> = the angle between the tangent to the curve and the 
radius vector. Then from the geometry of the figure, 



-ir- = e cot 4>. 
ad 



(14) 
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By differentiating (13), 

-lg=e,-^^=-e', (16) 

SO that by comparing equations (14) and (15), there results 

cot* = ^. (16) 

From this it is seen that cot 4>j and therefore ^, is a constant. It 
is from this property that the curve derives the appropriate name 
of "Equiangular Spiral." 
In the expression 

V = VZY = v/e,, 

e.^H^M + Sy), 

and, as previously shown, 

a = V cos Svf 
j8 = t; sin 6^, 
so that 

- = cot Bv. 

P 

Thus, from (16), the angle <f> between the tangent to the curve 
and the radius vector is the same as the angle 0v, which, in turn, is 
equal to the mean of the impedance and admittance angles. 

« = ^. = H^. + ^y). (17) 

For the decreasing spiral, the angle is the same as above — 
the rotation of the radius vector in the opposite direction causing 
a diminution instead of an increase in the length of the radius. 

73. Mechanical ConstructioQ of Equiangular Spirals. — The 
equiangular property of these ciuves suggests the possibility of 
constructing them by some piurely mechanical means. This may 
be done by the use of the apparatus shown in Fig. 32, in which a 
small sharp-edged tracing wheel is moimted in a frame so that the 
plane of the wheel may be set at any desired angle with the axis 
of the instrument. Along the axis of the instrument is a narrow 
slit, which slit slides over a pin placed at the center of the vector 
diagram, at 0. A scale of degrees and a vernier may be placed on 
the rotatable mounting of the tracing wheel so that the angle <t> 
maybe set off accurately. The zero of the scale may be located by 
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ascertaining by trial the position at which the wheel is to be set 
so as to trace out a circle. By pressing the wheel firmly against 
the paper and rotating the entire apparatus about the point 0, an 
equiangular spiral will be traced out as shown — the angle 4> at 
which the instrument is set being the same as the angle 4> ii^ 
equations (16) and (17) . As shown, rotation in a coimter-clockwise 




fn ^-^c\+(^«+^if) 



Fig. 32. — Polar Exponential Curve Tracer. 

direction gives the increasing spiral, and rotation in the opposite 
direction, the decreasing spiral. 

Using such a device, it is only necessary to draw in the diagram 
the two initial vectors, 2 Eq' and 2 Eq', and with the angle <f> set off 
on the vernier and scale, to place the tracing wheel upon the end 
of each vector and to draw in the spirals. This done, the vectors, 
2 E' and 2 E", corresponding to any particular line length are 
obtained by drawing the Unes which make angles fil with the 
initial vectors, from the center of the diagram to the curves. The 
resultant vector is obtained as before, by drawing the line from the 
origin to the mid-point of the line joining the extremities of the two 
component vectors, 2 E' and 2 E", 

By the use of such a device, comparatively accurate solutions 
for lines of different length, but with constant receiver load, may 
be obtained. very rapidly after having at first computed the 
numerical values of the auxiliary constants, a, /3, and U, as per 
Table XII. 

74. Introduction of Hjrperbolic Functions of Complex Vari- 
ables. — In the preceding section the manner of the variation 
of the line phenomena with change in line length has been dis- 
cussed. The vector diagrams, for any distance from the receiving 
end of the line have been shown to be very easily obtained by the 
use of a mechanical device for tracing the exponential curves. 
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Such procedures are particularly applicable to cases of constant 
receiver load and variable line length. 

In dealing with a line of given length over which a variable load 
is to be supplied, a more convenient form of expression than the 
exponential in equation (8), as exemplified in the vector diagrams 
just given, may be obtained by using hyperbolic functions. 

By combining terms in equation (3), the complete solution may 
be put into the form 






(18) 



which, by introducing 



V=VZY, and 



U 



-v/f, 



and the hyperbolic functions for the combinations of exponentials, 

become 

E = EQCOHhVl + hUsinhVl, ] 



I = /ocosh Vl + Eojj sinh VI. 



(19) 



Naturally, equation (19) is identical in form with equation (14) 
of Chapter II for the direct current system. V = VZY is of 
course complex, so that the hyperbolic functions of a complex 

quantity are required. 

V^a+jp. 

cosh VI = cosh al cos fil + j sinh al sin pl, 
sinh VI = sinh al cos fil + j cosh al sin fiL 



(20) 



Equation (19) for the alternating ciurrent problem may be 
carried through all the developments as are given in Chapter II 
for the direct current system, keeping in mind, of course, the fact 
that the complex quantity notation must be retained. 

76. Calculation of Constants in Equations for a Line of Given 
Lengtii. — The utmost convenience and dispatch are to be found 
in the use of equations (19) for the determination of the operating 
characteristics of a transmission system, and particularly if a 
combination of anal3rtical and graphical methods is employed. A 
numerical example will serve best to indicate the method. 
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Let it be required to plot curves showing the operating char- 
acteristics of a transmission line whose constants are those given 
in Table XII and whose length is 400 miles, for the condition of 
constant voltage at the load end. 

The first step in the work is to obtain the numerical values of 
the three coefficients 

cosh Vlf U sinh VI, and jj sinh VI, 

as required in equation (19). From the values of a and P given 
in Table XII and using tables of the logarithms of hyperbolic 
fimctionSy the computations may be conveniently carried out as 
shown below in Table XIV. 



TABLE XIV. 

CoifPUTATION OF CONSTANTS IN HtPERBOLIC EXPRESSIONS FOR 

Transmission Line Phenomena 
Line length = 400 miles 



From Table XII, a 

cd 

01 

log cosh al 

log sinh al 

log sin fil 

log cos fil 

log Ae — log cosh at cos fil 

log Be — log sinh al sin fil 

log tan 0e 

log cos de 

log cosh VI 

log A» — log sinh at cos 0l 
log Bg = log cosh al sin fil 

log tan $g 
lo^ sin $9 
log sinh VI 

From Table XII, log U 

log U sinh VI 

* log jj sinh VI 

cosh VI 
U sinh VI 



Results of 
Computation 



JJ sinh VI 



0.000390769 

0.119423 degrees 

0.156308 

47.769 degrees 

0.00528 

9.19575-10 

9.86949-10 

9.82745-10 

9 . 83273-10 cosh Vl^Ac+ jBe 

9.06524^10 

9.23251-10 

9 99376-10 

(9 . 83897-10) /9 . 693 degrees 

9.02320-10 sinh VI = A, -{-jB^ 

9.87477-10 

0.85157 

9.99574-10 

(9 . 87903-10) 781.989 degrees 

(2.58562) /- 9.057 degrees 

(2.46465) 772.932 degrees 

(7 . 29341-10) 791.046 degrees 

0.69020 /9.693 degrees 

291 . 51 /72.932 degree s ohms. 

0.0019652 /91.046 degrees mhoB. 



Thus, numerically, 

E = Bo [0.69020 /^.693] + 7o [291.51 /72°.932 ] 
J = /o [0,69020 /9^693] + Eo [0.0019652 /91°'046] 
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76. Graphical Treatment for Various Load-end Conditions. — 

From this point on, the remainder of the solution may be obtained 
graphically by constructing the vector diagrams representing 
equation (19) on the basis of the nimierical values furnished by 
Table XIV. Since the load voltage is supposed to be kept 
constant; the vector diagram is constructed on Eq as reference 



for P.F. Aagl* *0 and I^w 100 Amp. 



lo U •iDh V/ 




Voltage 8eal9 

T — I — \ — I — I — I I I — r 
10000 soooo 



Fig. 33. — Voltage Diagram for Various Load Currents. Based on 

Equation (19). 



vector. Xet Eo = 50,000 volts, effective. Fig. 33 is the voltage 
diagram, representing the equation 

B = So cosh VI + loU sinh VI 

The resultant voltage at the generator is made up of two parts — 
one part proportional to the load voltage and the other to the load 
current. The vector representing jBo cosh VI = 34,510 /9.693 deg. 
is drawn at an angle of 9.693 degrees from Eq and with a length 
to the same scale as Eo representing 34,510 vols. This vector, 
which is one of the two which go to make up the resxiltant vector 
for Ej remains fixed regardless of the load current /o. In the 
diagram, A designates the end of this vector. 
To complete the diagram and make it appUcable to any and all 
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values of load current at any power-factor, select a base value of 
current of, say, 100 amperes at unity power-factor. Then 

Jo = 10 0/0 deg., 

and hU sinh FZ = 29,151 /72.932 deg. volts. 

The resultant generator voltage at E is obtained by adding tfie 
two vectors in the ordinary manner, giving, for this particular 
load, E = 54,30 0/38.2 deg. by measurement of the diagram. This 
gives the solution for only one value of load current, but it is readily 
seen that for any other value of load current at this power-factor, 
the solution is obtained by taking the proportional value of the 
vector laU sinh Vi, and, of course, of AE, For example, the line 
AE may be divided into five equal parts, giving thereby the values 
of generator voltage for U = 0, 20, 40, 60, 80, and 100 amperes. 
An extension of the vector beyond the length of AE gives solutions 
for load currents greater than 100 amperes. 

The length of the vector I^V sinh VI depends only upon the 
absolute value of /o, while the angle it makes with the reference 
line OEq depends only upon the power-factor of the load, and is, 
in fact, equal to the sum of the power-factor angle and the angle 
of the factor U sinh VI, Thus, for any power-factor of load, it is 
only necessary to turn the vector I^U sinh FJ, as drawn in the 
diagram for unity power-factor, through an angle equal to the load 
power-factor angle. Rotation of this vector also rotates the line 
AE through an equal angle. The dotted lines in the figure indicate 
the vectors representing the solution for a load current of 100 
amperes lagging 25 deg. behind the load voltage. Arcs of circles 
drawn through the points subdividing the line AE provide solu- 
tions for the intermediate values of ciu-rent at any power-factor. 

To obtain the value of the generator current we again take the 
sum of two components — one proportional to ^o, and therefore 
constant in this particular case, and the other proportional to /q. 
Fig. 34 is the diagram of current vectors with E^ again used as 

reference. The quantity So jr sinh VI required by equation (19) 

is equal to 

(50,00 0/0 deg, ) (0.0019652 /91.046 deg. ^ 

= 98.26 /91 .046 deg. amperes. 
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Thiscurrentisrepresentedby the vector OA. To it is to be added 
tiie remaimng component Iq cosh VI which, in this case, depends 
upon the load current and the power-factor. Select a base value 



I Cor PJr.ABffl«*0 ud I^-lM Aap. 



E^i daji'vi ijrrrn] 







Fig. 34. — Current Diagram for Various Load Currents. Based on 

Equation (19). 



of current of one hundred amperes at unity power-factor as was 
done in constructing the voltage diagram. Then 

7o cosh VI = (lOO/Odeg.) (0.6902 0/9.693 deg. ) 
= 69.0 2/9.693 deg, amperes. 

The vector representing this quantity is drawn to scale in the 
diagram, making an angle of 9.693 degrees with OEo. The result- 
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ant generator current for 100 amperes load current at unity 
power-factor is given then by the vector sum at 01 ^ and is 

/ = 128.3 /58.8 degrees amperes. 

By a method identical with that followed for the voltage diagram, 
the generator current for any value of load current at unity power- 
factor is obtained by taking the proportionate value of the vector 
A/. If the load power-factor changes, the vector AI is rotated 
through an angle equal to the power-factor angle, so that solutions 
for all values of load current between and 100 amperes are deter- 
mined by the intersections of the circular arcs corresponding to 
the particular numerical value of current and the line drawn from 
A making an angle equal to the power-factor angle with AI, The 
dotted lines are the vectors for a load current of 100 amperes, 
lagging 25 degrees behind the load voltage. 

77. Power-Factor from Vector Diagrams. — The power-factor 
angle at the generator is equal to the difference between the angles 
which B and / make with Eq, Thus, where E = 54,30 0/38.2 deg. 

and / = 128.3 /58.8 deg. the difference in the angles is 20.6 degi^es. 

The angle of / is the greater, and thus the current is ahead of the 
voltage in time-phase position. The power-factor at the generator 
is cos 20°.6 = 0.936. The volt-amperes at the generator = ci, 
and the power in watts = ei cos B. 

78. Operating Characteristics of Line with Various Loads. — 
In Table XV are collected a number of numerical values, taken 
from the vector diagrams by measurement, to illustrate the 
characteristics of the line under consideration. The values are 
all based upon a constant load voltage of 50,000 volts to neutral. 
Three power-factors at the load are considered, 25 deg. lagging, 
deg. lag, and 25 deg. leading. Since the numerical values are 
obtained graphically, the last significant figure may be sUghtly in 
error. The curves in Figs. 35, 36, 37, 38, 39, and 40 are plotted 
from the values tabulated in Table XV. 

As would be expected, the generator voltage increases most 
rapidly (to maintain £o constant) in the case of the lagging load, 
and least rapidly for the leading load. In fact, the generator 
voltage nearly doubles in the former case, while in the latter case 
the increase is only 33 per cent for a range of 7o from to 100 
amperes. 
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Fig. 35. — Generator Voltage Required to Maintain E^ Constant at 

50,000 Volts. 
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Fig. 30. — Power at Generator for J?o Constant at 50,000 Volts. 































^^^ 










an 


















1^ 


,.««■ 




^^ 


^^ 














~'^l 


^^"' 












^^™ 




» r 












^ 




?^ 




— 


















.70 










v^ 


5^ 








3 
























/ 


































00 


. 




i 


^ 


/ 






































/ 


/ 


































so 






// 








































( 


/ 




































40 
















No. L,«6' 
No. 5, 0< 


<• 


ring Load 

«4 


1 
































No. 


»,»' 


Lm 


Uuff 


M 


a 
















m 




















































































20 




















































































10 




- 




































— 


















































1 





2 





8 





41 





6 





fl 





( 





a 


D 


9 





u 






Load Current, I^, In Amperee. 
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In Fig. 36; showing the generator current, it is seen that at a 
load power-factor angle of 25 degrees lag, the generator current is 
practically constant throughout the 100 amperes range of load 
current. The total range of generator current is only from 94.2 
amp. to 102.9 amp. — a maximum variation of 9.2 per cent. At 
this condition of load, the result of the power transmission is to 
effect a constant current to a constant voltage transformation. 
For in-phase and leading load currents, the generator current in- 
creases quite uniformly, though by no means as rapidly as the load 
current. As shown by Fig. 37, within the range of 25 deg. lag to 
25 deg. lead, the generator power-factor depends only very slightly 
upon the load power-factor, but does depend upon the load current. 

The transmission efficiencies as shown in Fig. 40 reach a maxi- 
mum value in all three cases at a load current of from 70 to 80 
amperes. As would be expected, the efficiency is greatest for the 
lagging load — the PR losses in the line being greatly reduced on 
account of the diminished resultant value of line current, the 
lagging component of the load current neutralizing, in part, the 
leading capacity current of the line. Of course, if the leakage 
losses in the line were considerably greater (increased conductance 
(jf), the increased E^g loss, on account of the greatly increased 
voltage required at the lagging load power-factor, would cause the 
efficiency in this case to be lower, and in extreme cases, lower, even, 
than the efficiency at unity and leading power-factors. 

79. Constant Generator Voltage ; Rigorous Solution. — In 
the preceding section we have discussed a very convenient method 
for determining the performances of a transmission system when 
the load voltage and load current are both known — the con- 
venient graphical processes being based upon the explicit equa- 
(19). If the problem be stated dififerently — say constant gen- 
erator voltage and known load currents — it would appear that 
no such convenient solution is possible. The knowns in such a 
case are load current and power-factor, and generator voltage. 
We are not, in fact, at liberty to specify both the load current 
and generator voltage throughout unlimited ranges, for we might 
select a value of load current greater than the generator voltage 
could supply over a short-circuit at the load, even. The second 
of equations (19), Chapter 2, when written 

E 
^' ^ ZocoahVl+UmnhVl ' ^^^^ 
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to conform with the notation used in the alternating current 
problem, can be made to yield a solution, though not without 
involved expressions and tedious numerical op)erations. The 
procedure is as follows: the numerical valu^ of E and /o are 
known as scalars; e being the fixed generator voltage and to the 
value of the load current for which a solution is desired. The ratio 
of the two components of the effective load impedance Zo is 
known, for it is this ratio which determines the load power-factor. 
The numerical value of Zo is unknown, and its determination con- 
stitutes the essential part of the problem, viz., the determination 
of the load voltage and the generator current. 
Let 

^ = tan-i-. » 

To 

Then the load current lags by the angle ^ behind the load voltage, 
and 

Zo = «ocos^ -hi^bsin^ = gp/^, (22) 

where Zo is the unknown scalar value of Zo. With zq retained as an 
unknown and the angle ^ known, the product 

Zocosh 7Z = 2o (a +jb), 

in which a and b are known, and also (23) 

C/sinh 7Z = c+jd 
is known, so that 

Zocosh71+ C78mh7Z = i8oa + c+i(2o6 + d). (24) 

E 
By (21), the scalar value of j- is equal to the scalar value of the 

io 

expressions in (24), so that 



(|y=(«oa + c)«+(zo6 + d)*, 
or 

26* (a* + 6") + 2b (2ac + 2M) + c« -h eP - (^Y = 0, 

which gives 

^~ a* + V ' ^ ' 
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The positive value of zq from (25) is to be retained. Failure to 
secure such a positive value indicates that a value of ^ has been 
used which is greater than the generator voltage e could supply. 
Having the numerical value of zq, the load voltage is immediately 
obtained by 

Eq- zo (cos 00 + J sin ^) 7o, 

where 7© may be used as reference vector. Then E and I are 
obtained by equations (19) in their proper complex quantity 
notation by using 7o and Eo as found. A good check on the 
accuracy of the numerical work is afforded by the fact that the 
recomputed scalar value of generator voltage must agree with the 
value assumed at the outset. Of course, it is not necessary to 
recompute the value of E imless it is desired to check the work 
or to secure values of generator power, in which case it is neces- 
sary to do so in order to secure the power-factor angle at the 
generator. 

80. Constant Generator Voltage ; Solution by Use of Plotted 
Curves. — The procedure above outlined is not at all adapted 
to the computation of data for curve plotting, but it, or its equiva- 
lent, must be followed if results more accurate than could be read 
from curves are desired. If plotted curves are suflSciently accu- 
rate, then the solutions for constant generator voltage may be 
obtained with great ease by an indirect process, based upon the 
results obtained for constant load voltage in the preceding para- 
graphs. 

By equation (21) we see that 7o varies directly as £ as long as 
the equivalent load impedance Zq remains constant. Eq = Zo7o 
thus varies directly as E also. In Table XV, each solution as 
tabulated for a given value of 7o corresponds to some particular 
value of Zo, so that if we assume that the value of Zq remains 
constant while the generator voltage changes from the tabulated 
value, obtained by the graphical solution described, to the constant 
value we wish to consider, the corresponding values of 7o and Eq 
for this latter case can be found by taking them in the same ratio 
to the original values as the ratio of the new E to the original E. 
The generator current will also change in the same ratio, while the 
values of power and volt-amp)eres will change by the square of 
this ratio. For example: in the solution for 7o = 80 amp)eres at a 
leading power-factor angle of 25 degrees and Eq » 50;000 volts, 
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E = 42,250 /43.2 deg. and / = 136.9 /71.2 deg. If B be changed 
to 50,000 volts, then by proportionaUty 

K /\ AAA 

/ = 42^ X 136.9 = 162 amperes, 
/o = 42^50 ^ ^'^ =94.7 amperes. 
Eo = 11^ X 50,000 = 59,200 volts. 
Po =(§^yx 3625 = 5080 K.W. 

K.V.A. = (§^)'x 5780 = 8090K.V.A. at gen. 

The eflSiciency, of course, does not change, since both load and 
generator powers change in the same ratio. It may be remarked 
here, as will be discussed later, that the eflSciency of transmission 
of a given line depends only upon the equivalent load-end imped- 
ance Zo, and not in any way upon the magnitude of voltage applied 
at the generator end of the line. 

Thus, in general, let 

«. __ new generator voltage . . 

former generator voltage . ' 

Then 

New currents or voltages = K (former currents or voltages), 

New powers or volt-amperes ^= K^ (former powers or volt-) (27) 

amperes). 

In the transmission Une under discussion let the generator volt- 
age be so adjusted that the load voltage is 50,000 volts at a load 
current of 80 amperes, lagging 25 deg. Its value from Table 
XY = E = 54,800 volts. Table XVI shows the method of ob- 
taining the data for performance curves under the condition of 
constant generator voltage from the data for constant load voltage 
in Table XV. 

The curves in Figs. 41 to 46 inclusive have been plotted with 
load current as abscissse, or independent variable, from the data 
in Table XVI. 
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Pig. 41. — Generator Current for Generator Voltage Constant at 54,800 Volts, 
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Fig. 42. — Load Voltage with Generator Voltage Constant at 54,800 Volts. 
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Fig. 43. — Kilovolt-amperes at Generator for Constant Generator Voltage 

of 54,800 Volts. 
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Fig. 44. — Power at Generator for Constant Generator Voltage of 54,800 Volts. 
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Fig. 45. — Power dif» Load End with Generator Voltage CoDstaot at 

54,800 Volts. 
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54,800 Volts. 
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81. Infinite Series Form for Transmission Line Solutions. — 

For short lines operating at low frequencies and having only 
moderate power losses, the solutions as given in equations (3) and 
(19) may be expressed by infinite series, the successive terms in 
which decrease rapidly. Equation (19) is perhaps more easily 
expanded than equation (3), so the former will be used. The 
series for the hyperbolic cosine and sine are 



M*2 oi»4 ^w 

/f3 ^6 ^7 

8inhx = x + j3+j5+g-+.. 
Introducing these series in (19) with 



(28) 



where 



and 

we have immediately 



Z, = Zl, 
Y, = Yl, 



(29) 



•)+/o\/f;(vzj; 
.)+Eo\/^lvzy, 



+ 



(z<y<)* 

6 

(Z,rO* 



+ 



+ 






which, by combining factors in the second portion of each, become 



E 



.E.{i+^+m+m+ 



24 



720 



) 



+ j^,(,+M.+2^+|^*+ 



120 



5040 



)• 



.,.(i+2Ji+?w^zw^ 



24 



720 



) 



+ ay,(,+W,+ Z^ + |«i' + 



120 



5040 



)-J 



(30) 



Of coiUBe, Zt and Yt must be used in their complex form. The 
rapidity of convergence of these series is dependent upon the value 
of the argument ZtYt, and thus upon the square of the product 



134 ALTERNATING CURRENT PHENOMENA 

of the line length and frequency, and also, to a lesser extent, upon 
the product of total Ime conductance and total line resistance. 

The form of any type of solution is worthy of attention. The 
generator voltage, or current, is always expressed in terms of the 
load voltage and current by linear equations of the form 



E = AEo + B/o, 



(31) 



in which the constants A, B, and C are functions of the physical 
properties of the system and the frequency only, and not of the 
voltages or currents. In effect, all the various methods for trans- 
mission line solutions are only schemes for determining the values 
of these three constants. Having them, the solutions for various 
loads are obtained with as much ease in the case of a long line as 
in the case of a short one. In equation (31) the functions 

coshFZ, C/sinhFi, and jjeinhVl 

are the values of A, B, and C, respectively. In equation (30), the 
series are again merely expressions for these constants. It may 
be remarked here that the current and voltage at any point in a 
complicated network of circuits containing but one source of 
energy can always be expressed as such linear fimctions of the 
voltage and current at any other point, as long as the physical 
properties of the different parts of the system are pm^ constants 
and independent of the voltage or current. By far the most 
advantageous procedure in the calculation of the performances of 
any such S3rstem is to calculate first the values of these constants, 
and then to apply the resulting nimierical expressions to the 
particular nimierical values of Eq and /o for which a solution is 
desired. Further, expression in this form always leads to the 
convenient graphical process of calculation as just described in 
application to the long transmission line. 

82. Illustration of Convergence of Series. — To illustrate the 
manner of convergence of the above series expressions for A, B, 
and C, the following table shows their values, for the 400 mile line 
under consideration, when different numbers of terms are included 
in the parentheses. 
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TABLE XVII 

CONVBBGBNCE OF SERIES EXPRESSION FOR THE CONSTANTS A^ B, AND 

C IN Solution for 400 Mile Transmission Line 



Number 

of terms 

used 


A 


B 


C 


1 
2 
3 
4 
Inf. 


1.00000/0^.000 
0.67732/11.093 
0.69035/ 9.652 
0.69020/ 9.694 
0.69020/ 9.693 


326.70/70^324 

290.53/73.124 

291.52/72.927 

291.51/72.931 

291.51/72.932 


0.0022024/88^439 

0.0019586/91.239 

0.0019653/91.042 

0.0019652/91.046 

0.0019652/91.046 



An inspection of the tabulated values shows that, as far as 
engineering calculations based upon the more or less uncertain 
values of the line constants are concerned, the use of three terms 
in the series expression yields results, in this case, which are 
sufficiently close to the true values as given by the use of the 
hyperbolic fimctions (infinite number of terms). In the case of 
the B and C coefficients, two terms give very accurate- results, but 
on accoimt of the slower convergence of the hyperbolic cosine 
series, it is necessary to use at least three terms in the calculation 
of the coefficient A. 

In spite of the rapid convergence of these series expressions, the 
amoimt of labor involved in their use is much greater than for 
a rigorous solution based upon the hyperbolic functions directly, 
as in equation (19), provided tables of hyperbolic functions of 
real variables are available. Such being the case, there is no real 
need of setting up criteria for estimating, before the numerical 
computation is undertaken, the number of terms which must be 
used in the series to give a desired degree of approximation. The 
writer is well aware of the aversion of the general engineering 
public to the use of such hyperbolic function forms of expressions 
as equations (19), but, when such expressions are so easily dealt 
with numerically and at the same time furnish results concerning 
which there can be no doubt as to the accuracy, it appears that 
such prejudice is imwarranted. 

83. Line Admittance and Impedance Localized. — From 
purely physical considerations, it appears that the effect of the 
distributed admittance of a transmission line can be approximated 
by placing a lumped admittance across the line at the mid-point 
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of its length, equal in value to the total amount of the distributed 
admittance. Doing this, the equivalent circuit representing the 
transmission line is as in Fig. 47. 
In this circuit, 



E' 

r 

I 

E 



voltage at mid-point = £o + J ZJo, 

current through admittance = E'Yt = YiEo + \ ZiYJt. 

/o + /' = /o (1 + i Z.y,) + SoF., 1 

E' + ^ZJ = Eo{l + hZ,Y,)+IoZ,{l + iZ,Yt).\ ^ ' 



W^VVsA 



AAAA-^^ 



E. 



Fio. 47. — Approximate Representation of Distributed Line Admittance. 

In equation (32), based on the approximation that the admittance 
of the line is all concentrated at the middle, the constants in the 
general form of equation (31) have the values, 



A = (1 + ^ Z.FO, 
B = Z, (1 + I Z.F,), 
C= Yt. 



(33) 



Comparing these values with the series, equation (30), we see 
that the expression for A consists of the first two terms in the 
series for the hyperbolic cosine. The expression for B is also the 
first two terms in the series for U sinh FI, except that the coeflS- 
cient of ZtYt in the parentheses above is one-fourth, instead of 
onensixth, as in the true series. The expression for C in (33) is 
equivalent to the series expression in (30) when the first term only 
(unity) is retained in the parentheses. The amoimt of compu- 
tation involved in using equations (33) is the same as in using the 
first two terms only of the rigorous series expressions (30), and the 
results are not as accurate, because the values of the coeflScients 
in the B and C terms are not the same as in the series. Therefore 
there is no possible excuse for using the approximate expressions 
based upon a concentration of the total admittance at the middle 
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of the line, exc5ept, perhaps, in an academic way, to impress upon 
students the physical significance of leakage and capacity effects. 
Another approximation method is based upon a different con- 
centration of the line admittance. It assumes that the distributed 
line admittance may be replaced by locating two-thirds of the total 
admittance at the mid-point of the line, and one-sixth of the total 
at each end. This method is equivalent to assuming that the 
electrical quantities are distributed along the line in a way repre- 
sented by an arc of a parabola. (See Steinmetz' "Alternating 
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|Y, 



A/W^^%^ 
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Fia. 48. — ApproxiiuAte RepreBentation of Distributed Line Admittanoe. 



Current Phenomena," page 225.) Figure 48 shows the arrange- 
ment. Using the notation shown in the diagram, 

Ii = h + r = Io + EolY,. 

/" = i y^t = E,Y, (J + A Z,Y,) + i ZtYJo. 
7, = /i + /" = EoY, ( J + A ZtYd + Jo (1 + i ZtY,). 
E = Ei + hZJr I = U + hY^. 

z,y: 



E 



.s,(,+Mi+^.'i'. 



36 



') + /oZ.( 



+ /oZ. 1 + 



6 



') 



= ^«(l+¥^+S?)+^«^'(l+3^^'^'+w) 



(34) 



Naturally, equations (34) are closer approximations to the 
series in equations (30) than are those developed on the assumption 
that the line admittance may all be concentrated at the middle. 
In the above equation, the expression for the coefficient A differs 
from that in the series by only 



72 



+ higher power terms, 
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and is therefore quite accurate. The expression for the coefficient 
B does not contain the term in Z?Y?, nor any above this order, 
but the coefficient of the ZtYt term is the same as in the series. 
In the expression for the constant C the coefficients of both the 
ZtYt and the Z^Y? terms are smaller than in the series. The labor 
involved in computing from equations (34) is the same as from the 
series expressions, when the same number of terms are included, 
so there is no reason for using the former, since they are not as 
accurate as the series when the latter are written to the same 
number of terms. 

To summarize, it is not possible to find any method of obtaining 
solutions for the type of alternating current transmission lines 
under consideration which surpasses, in ease of application, con- 
ciseness of expression, or in accuracy of results, the general and 
rigorous formulae expressed in terms of hyperbolic functions. 
Even the simplest approximation — single equivalent admittance 
at the middle of the line — does not materially lessen the work, 
and, as pointed out, is quite inaccurate — absolutely so when the 
line approaches a quarter-wave length. 

84. Collection of Formulae for Use in Computing. Tabular 
Arrangement. — For the convenience of computers, the formula 
and tabular form for the computation leading to the determination 
of the constants A, B, and C, in the general form of solution (31) 
through the use of the rigorous hyperbolic function expressions 
(19), are collected here. 
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Collection of Formula 

r = line resistance per unit length, ohms. 

g = line leakage per unit lengthy mhos. 

L = line self-inductance per imit length, henrys. 

C = line electrostatic capacity per unit length, farads. 

/ = frequency in cycles per second. 

{ = line length in imits used above. 

x=2ir/L. Z = r+jx^2le,. 

^. = tan-i-. 2 = -^- = -r^ = Vr» + xK 
r cos 6 m sin Bg 

b = 2ir/C. Y = g +jb = y/Sy. 



^, = tan-»-. y = — S^ = -r^ = Vg^ + b". 

a = v cos Bv. p ^ V sin Bv. 

V ^SJ^^ulB^. u = yj'. 2Bu-^Bu-6y. 

A = cosh VI = cosh oZ cos /3Z + j sinh aZ sin /5I = a/Bg. 
S = sinh VI = sinh al cos 01 + j cosh aZ sin 01 = g/^,. 

(Express cosh VI and sinh FZ in the form of scalars with 
their angles in the same way as was done for the im- 
pedance Z and admittance Y above). 

B = f/sinh VI = 6/«6. 6 = ti«. B^^Bu + B.. 

C = ^r sinh yZ = c/Bc. c = -. ^c = ^. - ^«. 
u — u 

The values of the three constants A, B, and C, to be used in the 
general form of equation (31), are obtained by the above formulse. 
Of course, the symbol C as used in these equations is not to be 
confused with the same symbol when used to indicate electrostatic 
capacity. 
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TABLE XVIII 
Tabular Form for Computing from Formulas on Preceding Page 



i 



C 

f 
I 

log2gr 
log / 
log L 

\li 

log z 
log r 
log tan $B 
log sin Ob 
log z 
Ob 

log b 

log tan By 
log sin dy 
log y 

dy 

log t?* 
2 0« 

log cos dv 

log t; 
log sin Of, 

log Of 

log/3 
log 360/2 IT 
log/8° 
a 

ctl 

^n 

log 2/y 
2d« 



6.560 

0.100 xio-< 

0.003788 
0.00790 X 10-* 
800 cycles 
200 miles 
0.79818 
2.90309 
7.67841-10 
3.70127 
1.89763-10 

1.27968 

0.81690 

0.46278 

9.97664-10 

1.30404 

70.990 deg. 

5.59890-10 

3.00000-10 

2.69890 

0.00000 

5.69890-10 

89.856 deg. 

6.9029^10 

160.846 deg. 

80.423 deg. 

9.22108-10 

8.46147-10 

9.99390-10 

7.67265-10 

8.44637-10 

1.76812 

0.20349 

0.0047049 

1.69768 deg. 

0.94098 
319.536 deg. 

5.70614 
-18.866 deg. 
2.85257 
-9.433 deg. 



log cosh oil 

log sinh oil 

log cos /3/ 

log sin $1 

log cosh oil cos fi 
log sinh od, sin /3/ 
log tan da 
log cos 6a 

A = ( log a 
cosh VI \ da 

log sinh aZ cos 0l 
log cosh cd sin 01 
log tan $B 
log sin $t 

sinh VI \ ^^8. J^ 

B = jlog b 
UsihhVli Sb 



C = [logc 



jj sinh VZ I 



e. 



0.16919 

0.03588 
+9.88128 
-9.81223-10 

+0.05047 
-9.84811-10 
-9.79764-10 
9.92790-10 

0.12257 
327.890 deg. 

+9.9171&-10 
-9.98142-10 
-0.06426 
-9.87924-10 

0.10218 
310.777 deg. 

2.95475 
301.344 deg. 

7.24961-10 

320.210 deg. 



Numerical Resui/ts. Equation 31 

A 1.3281 /327.890deg . 
B 901.1 /301.344deg. 
C 0.001777 /320.210deg. 

A minus sign before the logarithm 
means that the quantity represented 
by the logarithm is negative. 



The numerical values entered in the table correspond to a line 
whose constants are those given in the first six entries of the table, 
and are approximately those for No. 8 B. & S. gauge wire spaced 
18 inches. See "Standard Handbook." Constants for loop of 
two wires. 



CHAPTER VII 

THE PROPAGATION CONSTANT, V = VZY = a + jP 

86. General. — In the preceding sections it has been shown 
how to obtain the numerical values of the quantity V ^ a + jp 
which enters into the exact solution for a line carrying an alter- 
nating current. In Chapter VI it is seen that a, the real portion 
of V, is the term which accounts for the decrease in the magnitude 
of the component waves in the direction of their propagation. 
For this reason the name "Attenuation Constant" has been given 
to the quantity a. The quantity j8, as the imaginary portion of 
F, determines the amount of rotation of the vectors representing 
the component waves for each imit of line length. j3 is numeri- 
cally the rotation of each vector, in radians, per unit length. 
Since a complete rotation of one of these component vectors 
takes place in a distance along the line equal to one wave length, 
the constant p, which determines this distance, is termed the 
"Wave-length Constant." The combination of the two quantities 
into the single complex, V = a + jPy is known as the "Propaga- 
tion Constant," since this quantity completely determines the 
manner of propagation along the line of the separate component 
waves, and thus their resultant. Both components of V are de- 
pendent upon all of the line properties — resistance, self-induc- 
tance, leakage, electrostatic capacity, and frequency. 

86. Fundamental Equations for a and p. — The attenuation 
constant, a, depends, in the main, upon the line resistance and 
leakage, but its value is also affected by the other three properties. 

By equation (5), Chapter VI, 

a = Vi (zy - xb + rg), (1) 

which, when expanded by 

X = coL, 6 = wC, a = Vr» + x», y = Vg* + 6*, 

becomes 

a - Vi { Vif^d'U) (g^ + «2C^) +rg- iJ'LC]. (2) 

141 . 
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The quantity fi depends principally upon the frequency, self- 
inductance, and capacity, though it is not independent of resist- 
ance and leakage. By equation (5), Chapter VI, 

P = Vi (zy + x6 - rg), (3) 

which by the above expansion becomes 

/3 = \/\ WJf+l^'U) (g^ + <^(?) -rg + w^LC]. (4) 

The manner of variation of these two quantities, a and /9, with 
variation of the several separate quantities entering into their 
determination, has been extensively studied by Pupin, Fleming, 
Heaviside, and others, on account of their importance in deter- 
mining the operating characteristics of long electric cables. 

If / = 0, CO = 0, and the expressions reduce to 

a] =v^. ^1 =0, (5) 

J«-0 Jw-O 

Thus, V = 's/rg+j = t; as used in the discussion of direct 

Jw-O 

current transmission over leaky lines. Chapter II. If r = and 
gf = 0, we have immediately 

al-o = 0; /3I-0 = v^x6 = 2irfVLC. (6) 

Jg^O Ja-0 

87. Wave Length and Velocity of Propagation. — In any case 

the distance along the line required for a complete rotation of the 

component vectors is 

2t 
X = -3- = wave length, (7) 

P 

and the velocity of the separate waves is 

S = /X = —^ = velocity of propagation. (8) 

p 

Thus, with no Une losses (a = 0), 

2ir 1 



'1 - 

Ja-O 



2t/VIC fVLC 
and 

2ir/ 1 



-s] . 

Ja-O 



S — — — 

* "' 2irfVLC VLC 



(9) 
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The velocity of propagation when there are no Une losses is l/y/LC. 
This is the hmiting value of the velocity, and is equal to the velocity 
of light = 3 X 10^ cm. per second, for conductors in air, when the 
internal self-inductance of the metallic conductors is neglected. 
Except under one special condition, the introduction of energy 
losses due to resistance of the conductors or leakage between the 
conductors, will cause the value of /S to be smaller than S^, 
although, for all values of r and g the velocity S at continuously 
increasing frequencies approaches 5 qq as a limit. This approach 
to S^ at infinite frequencies arises from the preponderance of the 
zy and xb terms in equation (3), so that 

Also, at high frequencies, the internal self-inductance of the con- 
ductors diminishes, and finally becomes zero, so that at the limit, 
the velocity, Sj^.^, becomes equal to that of light because of L 

becoming equal to the external self-inductance only. Of course, 
at these very high frequencies, the radiation of energy into space 
would introduce losses and thereby increase the eflfective values 
of r and g. Since equation (10) was set up under the assimied 
condition that r and g remain constant, it is, of course, not true in 
general when r and g are both functions of the frequency. If the 
product rg increases less than in proportion to the square of the 
frequency and L and C remain constant, then equation (10) 
remains true. The subject of radiation losses cannot be taken 
up here. 

88. Values of a, P, and S, when gL == rC. If equations (2) 
and (4) be expanded, 

^^h[ifg^ + <^(^ + «Vi^ + co^L^C)* + rg- co«LC}]*, 

/5 = [i { ifg" + «VC» + (^g^U + co*L»C»)* - rg + ««LC}1*, 

which, by adding and subtracting 2 uhglXi to the tenu in paren- 
theses (see Fleming, "Propagation of Electric Currents," page 69), 
reduce to the following form: 

z^-^,^ }(12) 

p = Vi{V(jgr + u'LC)* + 1^ (s)L - rC)* - (sr - u'LC) \. 



(11) 
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The form in (12) permits of a more ready determination of the 
manner of variation of the values of a and j3 than those previously 
giveU; but as far as computing purposes are concerned it is open 
to the same objections as equation (5). If we assume that the 
fundamental constants r, L, g, and C do not change with the 
frequency (an assumption sometimes far from the truth), the 
manner of variation of a and fi with the frequency can easily be 
determined by inspection of equations (12). 

If the relation ^L — rC = be fulfilled, the equations for a and 
j3 reduce to 

a] = V7g, p\ = coVIC, (13) 

indicating that a is independent of the frequency and fi is pro- 
portional to the frequency, a in this case is equal to the direct- 
ciurent attenuation constant, and the velocity of propagation 

S\ =-i^=S«. (14) 

is constant, irrespective of the frequency. 

If the relation (jfL — rC = be not fulfilled, the second term in 
parentheses under the double radical in. the expression for a has a 
value, either positive or negative, and since its square is always 
positive, the value of a will continuously increase with increasing 
frequency — from its direct-current value, Vr^, towards some 
limiting value at infinite frequency. /? increases continuously 
with increasing frequency, from at zero frequency towards 
(co^LC + constant) at infinite frequency. 

89. Infinite-frequency Values of a, P^ and S. — The best way 
to establish the infinite-frequency values of a and /5 is to develop 

their equivalent expressions into power series in - , knd then to note 

the finite terms when co = oo . Beginning with the fundamental 
equations (1) and (3), and letting 

- = tt, r = ttx, I = », flf = t;6, (15) 

we have 

= yfi^Tx^ = x (1 + u*)*, y = 6 (1 + v^)*, (16) 



z 



(19) 
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which, when expanded by the binomial theorem and multiplied, 
give 

«y = x6 ( 1 + i u« + J t;2 - J w* + i w V - 1 1;* 

+ Aw«-AwV-TVwV + TVt^+ • • • )• (17) 
The fourth order terms in (17) may be combined into 

-i (w« - t^Y 

and the remaining higher order terms in the series under the symbol 

^ (u, v), 
so that 

22/ = x6 [1 + H' + 4t^ - i (w' - v2)' + ^ (w, v)\. (18) 

If this value of zy be substituted in equations (1) and (3), for U 
and j3, 

« a = y/hrg + \ xb [u^ + y* - i (w* - v^)^ + 2^ (w, v)l 
fi = V- ^rg + ixb[i + u^ + v^ - i (u^ - v")^ + 2^ (u, v)],. 

The terms 

a*[~}(w'-t^)* + 2^(u,v)] 

vanish at infinite frequencies because they are all of at least the 

second, order in -. Therefore, on substituting for the various 

remaining quantities their expressions in terms of the fundamental 
line constants, 

The curve for a, plotted in terms of the frequency, is asymptotic 
to the horizontal line at a height given by a]^_^ in (20). The 
curve representing p is asymptotic to the straight line passing 
through the origin, whose equation is /3 = 2 x/ VXC. As before 

mentioned, the velocity then approaches r— ^ as a limit. 

90. Low-frequency Values of a, P) and S. — To investigate the 
forms of the curves at very low frequencies, the expressions for a 

and P may be expanded in terms of « instead of -. Omitting the 



(20) 
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details, which are much the same as in the previous case, except 
that we let 

X = «ir, 2 = r (1 + tti»)*, b = Vig, y = jT (1 + »i*)*, 
the foUowing series are obtained: 
a = v^ VH- i («i* + fi*) - tV (Ml* - vx*)* + H (tti, vi) 

8r* ' 8fif* j' 

/8= Vi a* + I rg [ui» + Pi* - i (u,* - d*)* + 2 1^ (u,, «,)], 






^-Vl^+Kf+f)-A<-?)"+ 



• t • 



(21) 



Thus the limiting velocity of propagation at zero frequency is 

1 



-S. 






-2--+l(f^T 



) 



(22) 



It*is easily seen that the quantity in parentheses in (22) can never 
be less than 2 LC, so that the value of /9 is always greater than 
« VlC, except in the special case already mentioned, when gL — 
rC, for which the parenthesis becomes equal to 2 LC. In general, 
then, the velocity, S, is always less than the infinite frequency 
velocity. 

The two curves representing a and S as functions of the fre- 
quency start horizontally from their zero-frequency values, rise 
with increasing rapidity along curves approximately parabolic, 
reach their maximum slope at inflexion points where their second 
derivatives have a value of zero, and then, with continuously 
decreasing slopes, run out asymptotic to their infinite-frequency 
values. For lines with low resistance and leakage, the approxi- 
mately parabolic portions of the curves for low frequencies are very 
small in comparison with the large sweep of the curves in passing 
out to their final asymptotic values. With large losses, the curves 
flatten and approach their final Umits more slowly. 

91. Illustration of the Variation of a, p, and S with Frequency 
for Power Circuit. — The following table of values has been 
computed, to show the manner of variation of these quantities for 
the power transmission line previously considered, and whose con- 
stants per unit length are again given at the beginning of the table. 
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TABLE XIX 

DiFPBRENT-FBBQUENCT VaLXTBS OF THB AtTBNTTATION CONSTANT, a, 

Wavib-LiBNGTh Constant, in Degrees, /3®, and the Velocitt 
OF Pbopaqation, S, in Miles per Second, for 

L- 0.002040, r = 0.2760, ^ = 0.16X10-*, C « 0.01460 X 10-* 



/ 


a 


r 


s 





0.00020310 





94,007 


2 


0.00022583 


0.006888 


104,530 


4 


0.00025820 


0.012050 


119,510 


6 


0.00028454 


0.016401 


131,700 


8 


0.00030483 


0.020412 


141,090 


10 


0.00032070 


0.024253 


148,440 


12 


0.00033317 


0.028014 


154,210 


16 


0.00035098 


0.035456 


162,450 


25 


0.00037205 


0.052264 


172,200 


60 


0.00039077 


0.11942 


180,870 


180 


0.00039528 


0.35418 


182,960 


300 


0.00039566 


0.58973 


183,140 


420 


0.00039577 


0.82540 


183,180 


540 


0.00039581 


1.06111 


183,200 


660 


0.00039583 


1.29684 


183,210 


780 


0.00039585 


1.53259 


183,220 


900 


0.00039586 


1.76833 


183,220 


2000 


0.00039587 


3.9294 


183,230 


3000 


0.00039587 


5.8941 


183,230 


4000 


0.00039588 


7.8588 


183,230 


6000 


0.00039588 


11,78J2 


183,230 


8000 


0.00039588 


15.7176 


183,230 


Inf. 


0.00039588 


Inf. 


183,230 
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The lower-frequency values entered in Table XIX are plotted 
as curves in Figs. 49, 50, and 51, in order to show the curve shapes. 
From an inspection of the table, it is seen that at 60 cycles, a and 
S have nearly reached their limiting values, and fi is approximately 



s 

17 


































































































16 
































^ 






























"^ 


15 






















^ 


^ 




























/^ 


/^ 












14 
















y 


/ 




























J 


/ 


















13 












J 


/ 




























/ 


/ 






















12 










/ 






























/ 


























11 






J 


/ 






























/ 




























10 




/ 














• 


















/ 






























9 


































































8 










Pre 


que 


acy 


A' 


V 


esp 


erg 


eco 


Id. 








u 




2 




i 




6 




8 


\ 





1 


\ 


\ 


V 


J' 



Fig. 51. — The Velocity of Propagation as a Function of the Frequency. 

(Circuit Constants Representing a Power line.) 

proportional to the frequency. The infinite-frequency values of 
a and S are nearly twice their zero-frequency values. 

92. Relations between a, Pt and S. — The similarity between 
the curve representing a as a function of the frequency and that 
representing iS is so striking that an explanation is needed. In 
equation (4a), Chapter VI, we have 



This may be written 



2 a/3 = r6 + flfx. 
2a/S = «(rC + gL), 



(23) 
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from which, in the expression for velocity, we have 

- rC + gL 
P = — o "• 



(24) 



In the first of equations (24), rC +'gL is constant, so that the 
curves for a and S as functions of the frequency differ only by a 
constant factor. Thus, knowing any one of the three quantities, 
a, /3, or Sf the other two may be quickly determined by means of 
equation (24) without recourse to the more complicated general 
expressions for the separate 'quantities. 

93. Numerical Illustrations for Telephone Circuits. — To 
further illustrate the variation of a, /3, and S, the values entered in 
the following table were computed. The circuit constants used 
are approximately those for two No. 12, N. B. S. gauge copper 
wires spaced 12 inches — a standard type of aerial telephone 
circuit. The values of the constants are for a loop-mile, that is, 
wire to wire. 



TABLE XX 

The Propagation Constant and VELocmr of Propagation in an 
Aerial Telephone Circuft of the Constants: 



v 


r = 9.94, 


L = 0.00366, g = 


1.5X10-», C« 


0.00822 X10-» 


/ 


a 


/»• 


s 







0.003861 


0.00000 


88,560 




5 


0.003874 


0.02026 


88,850 




10 


003909 


0.04015 


89,660 




20 


0.004035 


0.07780 


92,540 




30 


0.004203 


0.1120 


96,400 




50 


0.004573 


0.1716 


104,890 




100 


0.005381 


0.2917 


123,410 




150 


0.005967 


0.3945 


136,870 




200 


0.006392 


0.4911 


146,620 




300 


0.006942 


0.6783 


159,220 




400 


0.007260 


0.8648 


166,520 




600 


0.007582 


1.2423 


173,870 




800 


0.007725 


1.6255 


177,180 




Inf. 


0.007949 


Inf. 


182,310 



The above quantities are shown graphically in Figs. 52, 53, 54, 
and 55. 
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Fig. 54. — The Velocity of Propagation along a Telephone Line. 
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CHAPTER VIII 

THE EQUIVALENT IMPEDANCE OF CmCUITS AND 

THE DETERMINATION OF THE FUNDAMENTAL 

CONSTANTS BY MEASUREMENTS 

94. General Expression for Generator-end Impedance. — 

The complex ratio between the generator voltage and the genera- 
tor current, when these two quantities are expressed in complex 
form from the vector diagram representing them, is the equivalent 
impedance of the transmission line, including whatever load im- 
pedance may be placed at that end of the system. The expres- 
sion for this impedance is set up in the same manner as for the 
analogous direct-current problem, viz., by taking the ratio between 
the general equations in (19), Chapter VII, for E and I in terms of 
Eo and /o. The load-end impedance is the ratio between the load 
voltage and the load current. 

E 
Zo —-j^ = load-end impedance. (1) 

-'0 

By substituting, Eo = ZqIq in equations (19), Chapter VII, and 
dividing, the conmion factor Jo canceUng from both the numerator 
and the denominator, we have 

Zo cosh VI +U sinh VI 



Zo^ 



cosh 7Z + ^ sinh FZ 



E 
= y = equivalent generator-end impedance. (2) 

In treating the subject of line impedances, it has been the 
custom of some writers to introduce separate names for the 
various ratios of e.m.f. to current, and these names are not, in 
general, such as to be self-explanatory. The introduction of such 
terms as "Initial sending-end impedance,*' "Final sending-end 
impedance," and lastly — the least comprehensible of all — 
"Final receiving-end impedance," which is not, as would be 

153 
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supposed, the ratio between load voltage and load current, serve 
to confuse the mind of the reader. In this discussion we will 
confine ourselves, in general, to two sjonbols for equivalent 
impedance: Zq = ratio between load voltage and load current, 
and Zg = ratio between generator voltage and generator current. 
The subscripts used are such as to indicate directly the meaning 
of the s3anbol. Both of the impedances, Zq and Zg, are complex, of 
the form 

Zo = ro + jxoy 

Zg = rg+ jXg. 



(3) 



95. Generator-end Impedance under Special Conditions. — 

Two equations arise from (2) as special cases, which are perhaps 
more important than the general form. They are the expressions 
for Zg when the load end of the line is short-circuited, and when 
the load end of the line is open-circuited. In the first case, 
Zq = 0, and in the second case, Zo = oo . Introducing these values 
of Zq and evaluating the resulting equations, 

Zg] = Zg' = C/.tanh Vl, 

J«o-0 

= short-circuited impedance. (4) 

1 = Zg'' = U coth VL 

= open-circuited impedance. (5) 



!<• 



These two equations are analogous to equations (39) and (40), in 
Chapter II, to which they would reduce for / = 0. 

If, for the purpose of analysis, we assume that the line losses 
are zero (r = and ^ = 0), the equations (4) and (5) assume 
trigonometric forms because of a being zero. Thus, since 

taxihjfi = j tan /3, and coth j/3 = — j cot /3, 



Zg'] =iC/tan/3Z, 
Zg"] = -jU cot PL 

Ja-O J 



(6) 



Again, when a = 0, the quantity U is no longer complex, but 
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and by equation (6), Chapter VII, 



Ja-O 



80, finally, the equivalent generator-end impedances of a line with 
no losses, the load end being short-circuited and open-circuited, 
are respectively, 



zA ^^iy/l tan« VLCI, 

zA = -i y I cot wVlcz. 



(8) 



In such a system it is apparent that, for given values of L and 
(7 per unit length, doubling the line length at constant frequency 
will produce the same variation in Zg and Z^" as doubUng the 
frequency with the original line length imaltered. This comes 
about from the fact that u) and I enter the equations (8) as a product, 

and in no other way. The product VlCI may also be written 

y/LtCt, where L« and Ct represent respectively the values of the 
total Une self-inductance and the total Une capacity. In (8) the 
resulting impedances are either pure inductive or pure condensive 
reactance — no real component appearing in the equations. This 
must be obvious from physical considerations. If a real component 
appeared in the expressions for impedance, an energy loss would 
thereby be represented, which is contrary to the assumption that 
there is neither resistance nor leakage present. 

It is quite obvious that at low frequencies the short-circuited 
impedance of a line with zero losses will be inductive reactance 
and approximately equal to ci>Li, numerically. The first of equa- 
tions (8) reduces to this for low frequencies by neglecting all terms 
in the series expansion of higher order than the first in cu. It is 
also obvious that for an open-circuited line at low frequencies the 
impedance will be condensive reactance and approximately equal 

in magnitude to -79-. This is the first term in the series expansion 

of equation (8), for Zg''. With increasing frequencies, neither of 
the two quantities, self-inductance and electrostatic capacity, can 
be considered alone in such a simple way, but their combined effect 
must be siunmed up in equations of the form of those in (8). < 
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96. Analogies betweeii Circuits with Distributed and with 
Lumped Properties. — It is instructive to compare the results 
given by (8) for the impedance of circuits having distributed 
constants with the forms of expression for circuits with lumped 
constants, which, in an approximate manner, represent physically 
the short-circuited and open-circuited transmission line. In the 
case of a short-circuited line we may consider that the current 
flowing from the generator has, in effect, two alternative paths — 
one around the entire loop of the line, and thus through the entire 
amount of self-inductance, and the other through the line electro- 
static capacity. The phenomena in this case are approximated 
by those which take place in a parallel circuit, one path of which 
contains a condenser and the other an inductance coil. In the 



^ 



8bortr«lmited Lin* 



U Ci 



i. 



Opea-eireiiitsd Lin* 



L, C, 




AnaloffB. 



^m^ 



FiQ. 56. — Simple Circuits Analogous to Short-circuited and Open-circuited 

Transmission Lines. 



case of an open-circuited line, the analogy is different. Here the 
generator current may be supposed to flow through two parts of 
a circuit in series — a portion of the Une constituting a self-in- 
ductive impedance and the electrostatic capacity of the two wires 
completing the circuit by a condensive impedance. If the capacity 
and self-inductance in the localized system be made equal, re- 
spectively, to the total capacity and self-inductance of the trans- 
mission line, as shown in Fig. 56, the curves giving the reactances 
of the different circuits appear as in Figs. 57 and 58, which are 
plotted with frequency as the independent variable for the 400 
mile line whose values of L and C are given in Table XII. Thus 
Li = 0.816 henry and Ct = 5.84 X lO"* farads. 
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FiQ, 57. — The Equivalent Impedance of a Short-circuited line and 

of Its Analogoxis Circuit. 
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F^O. 68. — The Equivalent Impedance of an Open-circuited Line and 

of Its Analogoxis Circuit. 
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The formula for the simple analogous circuits are: 
(Short-circuited line) Z = — = j yzi — iT,c 



(Open-circuited line) Z = j (o>Lt pr) 



(9) 



Numerically, the equations for the actual lines and the analo- 
gous circuits are: 

1. Short-circtjitbd Line 

(a) Line equation, zA = j 373.8 tan 0.013716/. 

Ja-O 

(b) Analogue, Z = j ^—^^^L—.. 

2. Open-circuited Line 

(c) line equation, Z/'l = -j 373.8 cot 0.013716/. 

Ja-O 

(d) Analogue, - Z^j (6.127/ - o.oooo35858/ )- 

The lettering of the curves in Figs. 57 and 58 corresponds to that 
in the above numerical equations. 

In both comparisons, the two curves in question coincide at zero 
frequency, but for frequencies above 20 cycles per second they 
separate rapidly. For the line, the first resonance frequency, as 
indicated by the infinite value of impedance for the short-circuited 
line and by the zero impedance for the open-circuited condition, 
is 114.5 cycles per second. The 400 mile line is exactly one- 
quarter wave length at this frequency. This value of / may be 
determined by placing equation (a) equal to infinity. Then 
tan0.013716/ = inf., or 

0.013716/= (2n-l) I , f-^^^. 

/= (2n- 1)114.6. 

The analogous lumped circuits reach their resonant condition at a 
much lower frequency than the transmission system — in this case 
at a frequency of 72.8 cycles per second. The ratio between these 
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two frequencies, 114.5 and 72.8, is |, and this ratio holds true for 

any length of line, as may be shown in the following way. The 
first resonance frequency for the line occurs at a quarter wave 

length, or when Pl = o' ^^^ resonance frequency in the lumped 

circuit occurs when the inductive reactance is equal to the con- 
densive reactance, numerically. Thus, for the line at the first 
resonance condition 

2 4 VLtCt 

and for the lumped circuit 



The ratio of line frequency to lumped-circuit frequency, at reso- 
nance, is thus -j" ~ o' 

In both Fig. 57 and Fig. 58, it is seen that the lumped-circuit 
impedance is equal to the line impedance at frequencies other than 
zero — that is, for the frequencies at which the respective curves 
intersect. In this case, at approximately 200 cycles, the imped- 
ances are again equal for both the short-circuited and open- 
circuited conditions. 

The values of the frequencies for equal values of impedance may 
, be determined by equating the respective expressions. For the 
short-circuited line and its analogous circuit, from equations (8) 
and (9), for equal impedance. 



vf 



and for the open-circuited line, from the same equations, 

U .. .rr-?r 1 



v^i 



^ cot « VliCi = -TT - «!«. (11) 

Equation (11) reduces to (10) by taking the reciprocal of both 

members and then multiplying throughout by -J-^ which shows 

that the impedances in the respective cases become equal at the 
same frequencies. These transcendental equations, (10) and (11), 
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are incapable of direct solution for u), which must, therefore, be 
determined by methods of approximation or by taking the inter- 
section of curves. 

The equations and curves for the equivalent impedances of a line 
with zero losses and with distributed self-inductance and capacity 
are of importance in determining the free frequency of oscillation* 
of such circuitSi and, in this connection, will be referred to a^in. 

97. Limiting Conditions at Infinite Frequencies. — In actual 
lines, resistance and some leakage are always present, so that the 
ideal conditions just considered are never realized exactly. In the 
actual case, the resulting impedance does not consist of reactance 
only, which reaches alternately infinite and zero values according 
to tangent or cotangent trigonometric functions. The energy 
losses in the line require a real component in the impedance 
expressions for short-circuited and open-circuited lines, and prevent 
the reactance curves from reaching infinite values, though they 
may pass through zero values. The real component of the 
resulting impedance can, of course, never be negative, for this 
would imply an average flow of power from the line into the genera- 
tor, and such a condition is impossible, if the line be either short- 
circuited or open-circuited as assumed. However they may vary, 
then, the angles of the two quantities 

Z/ = C/tanh VI and Z/' = C/coth VI 

can never attain the limiting values +90° and —90° no matter 
how long a line or how high a frequency be considered. 

Since the attenuation constant, a, approaches a finite limit at 
very high frequencies, and the wave length constant, j8, approaches 
proportionality with the frequency, it may be shown that, at very 
high frequencies with a line of fixed length, the curves representing 
the equivalent resistance and equivalent reactance, for both Zg' 
and Zg"y approach strict periodicity, with frequency as the inde- 
pendent variable. At very high frequencies, the quantity U = 

y y approaches the constant y 7> in value. The imaginary portion 

of U disappears on account of the preponderance of the reactance 
and susceptance over the resistance and conductance, respectively. 
By equations (20), Chapter VII, at infinite frequency, 

a ^ a^ = co nstant, 
/5 = oVTC, 



so that 
and finally^ 
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Vl^la^+j_2TfVLCl, 



i-sTl 



tfmh{la^+j2irfVLCl), 



Z/'] ^= y|coth (la^ +j2irfVLCi). 



(12) 



At these frequencies, the real portion of VI is constant, and the 
imaginary portion proportional to /, so that the resulting im- 
pedances as given by (12) are periodic in respect to the frequency, 

with a period of /© = ^— - = —==, which is the number of 

cycles increase in frequency required to bring about a recurrence 
of the same values of impedance. 

It will be remembered that, in the case of a line with no losses, 
a — % the impedances were both periodic in I with / constant, as 
well as periodic in / with I constant; and further, periodic in the 
product fl. The impedance of a line with losses is periodic in / 
at infinite frequencies only, while with fixed frequency it is never 
strictly periodic in length as independent variable. If the line 
length be increased, both components of VI increase proportionately, 
so that, though the resulting curves showing the equivalent resist- 
ance and equivalent reactance, when plotted in terms of line 
length, present some of the characteristics of a periodic fimction, 
they are not strictly periodic since they do not present recurrently 
the same sequence of numerical values. 

98. Infinite-line Impedance. — If the line be infinitely long, 
then VI becomes infinity, and since both the hyperbolic tangent 
and cotangent approach unity for infinite values of ai^ument 
(the argument may be either real or complex), the values of open- 
circuit and short-circuit impedance approach each other for 
increasing line length, and finally become 

C7 =s 1/ — = infinite-line impedance. (13) 

If the attenuation constant a be zero, in which case V is a piure 
imaginary, the impedances do not approach U in value with in- 
creasing line length; for, in such an event, the hyperbolic tangent 
and cotangent reduce to the trigonometric tangent and cotangent 
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respectively (neglecting multiplication by ztj)y so that f or I == oo 
the expressions for impedance become indeterminate. In no 
physical line is it possible for a to be absolutely zero, so that the 
impedances always approach U — infinite-line impedance, as a 
limit. 

Equation (2), the general expression for equivalent impedance 
when the line is neither short-circuited nor open-circuited, also 
reduces to U for infinite values of I — that is, the equivalent 
generator-end impedance in such a case is independent of the load- 
end impedance, Zq. 

99. Numerical Illustrations of Equivalent Line Impedances. — 
For the power transmission line, whose constants are given in 
Tables XII and XIII, the following numerical values of open- 
circuited and short-circuited impedances are obtained, by equations 
(4) and (5) for a line length of 100 miles. 



TABLE XXI 

SHORiK!iBCX7rr AND Open-circuit Ibcpedancbs of a 100 Mils Line 

AT Different Frequencies 

r = 0.275, L- 0.00204, ^ = 0.15X10-», C = 0.0146 X 10-« 



/ 


Impedance in ohmB 


Short-circuited 


Open-circuited 





27.5 -fjO 


66,680.0 -iO 


25 


27.6+i32.1 


293.2 -i4331.1 


60 


28.34-i77.8 


58.7 -j 1789.8 


180 


36.84-7*264.5 


15.2-y526.7 


300 


75.8 4- J 616.4 


12.7-i225.2 


420 


865.7-f J2593.9 


13.9 -i49. 2 


540 


165.3 -y 1272.0 


18.0+il07.5 


660 


29.5-i449.4 


29.64-7*309.0 


780 


16.2-il88.2 


82.0+J735.4 


900 


14.6-i20.8 


3,255.5 4-7*4428.1 



The curves in Figs. 69 and 60 are plotted from the above 
values. 

In this case, where the line losses are very small, the equivalent 
resistance and reactance reach enormous values. For this line, 
quarter-wave-length phenomena appear at a frequency of 458.06 
cycles per second, and half-wave-length phenomena at 916.12 cycles 
per second. In the short-circuited condition, the impedance 
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FiQ. 50. — The Equivalent Impedance of a Short-circuited, 100 Mile 

Power line. 
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Fko. 60. — Tte Equivalent Impedance of an Open-circuited, 100 Mile 

Power line. 
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reaches very large values at the frequency which makes the line a 
quarter-wave length. Beginning at zero frequency, the reactance 
increases approximately along the tangent curve shown in Fig. 57, 
but, instead of reversing sign through infinity, reaches a finite 
maximum value at a frequency slightly less than 458 cycles, drops 
rapidly through zero and to a negative maximum at a frequency 
slightly greater than 458 cycles. The numerical values of this 
negative, or condensive, reactance decrease, then, along a curve 
approximating the tangent curve, until at a frequency of 916 
cycles the half-wave-length phenomena appear and the reactance 
passes through zero. With continuously increasing frequency, 
above this value, the curves are sensibly periodic, for, from Table 
XIX, a has become practically constant. It is interesting to note 
that, at the frequency corresponding to half-wave-length phenom- 
ena, the efiFective generator-end resistance is only a Uttle more 
than one-half its zero-frequency value. 

The open-circuited impedance is, of course, very high at low 
frequencies. The equivalent resistance at zero frequency is 66,680 
ohms — slightly greater than the reciprocal of the total line 
conductance, 

lO* 
■Trrr — ^ ^ _- = 66.667 ohms. 
100 X 0.150 ' 

The equivalent reactance at zero frequency is zero, but it rises 
rapidly to very high numerical values, approximating the recip- 
rocal of the total line susceptance. The numerical value of this 
negative, condensive, vreactance decreases along a curve approxi- 
mating the cotangent curve shown in Fig. 58, passes through zero 
at a frequency of 458 cycles per second, where the quarter-wave- 
length phenomena appear, and then continues approximately 
periodic in frequency as independent variable. At a frequency of 
300 cycles, the equivalent resistance is less than one-half the total 
line resistance. 

When longer lines or lines with larger values of r and g are 
considered, the equivalent resistance and reactance do not pass 
through such extended ranges of values. As a comparison with 
the above case, the values of the short-circuited and open-circuited 
impedances of the No. 12 N. B. S. gauge telephone circuit, for 
which the values of a and P are given in Table XX, are tabulated. 
The length of line is taken as 300 miles. 
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TABLE XXII 

Shobikjibcuitbd and OpEN-ciRcnrrDD Impedangbb 
OF 300 Mile Telephone Line 

f-9.94, "L- 0.00366, ^ = 1.5XlO-«, 
C =- 0.00822 X 10-» 



/ 


Impedance 


Short-oirouited 


Open-<drouited 





2112 -yo 


3137 -jO 


5 


2108 -7*80 


3074 -; 374 


10 


2095 -J 158 


2902 -i689 


20 


2047 -j307 


2423-7*1047 


30 


1973 -j 437 


1991 -j 1125 


50 


1776 -y 627 


1478 -i 989 


100 


1291 -i746 


1093 -J 651 


150 


1003 -i642 


995-J513 


200 


865 -j 514 


936 -J 461 


300 


791-J345 


808 -i 397 


400 


773-J297 


732-i297 


500 


720-i263 


732-i230 


600 


698-i200 


722 -J 221 


700 


713 -i 177 


686-7*189 


800 


693 -J 176 


692-7*148 



As niay be seen by an inspection of the values of impedance in 
Table XXII, a line of this length and with these values for the 
fui^damental constants, has no inductive reactance at low fre- 
quencies even when short-circuited. For the range of frequencies 
covered in Figs. 61 and 62, plotted from the above table, the 
reactance is condensive throughout — both when short-circuited 
and when open-circuited. At very high frequencies, the equiva- 
lent reactances decrease, numerically, and finally oscillate about 
a zero value, while the equivalent resistances oscillate about some 
finite limiting value. 

A comparison of Figs. 61 and 62 with Figs. 59 and 60 shows 
strikingly the efiFect of an increase in the values of Une resistance 
and leakage, and therewith an increase in the attenuation con- 
stant a. 

100. Determination of Line Constants from Short-circuit and 
Open-circuit Tests. — It is frequently necessary to determine, 
by actual measurement, the effective values of the four fimda- 
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I FiQ, 61. — The Equivalent Impedance of a Short-circuited, 300 Mile 

Telephone Line. 
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Fio. 62. — The Equivalent Impedance of an Open-circuited, 300 Mile 

Telephone Line. 
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mental line constants at some particular frequency. On account 
of the variation of these constants with changes of frequency, it is, 
in general, not possible to measure the resistance and leakage of 
the line with direct current, nor to measure the capacity and self- 
mductance by any ballistic galvanometer method. If alternating 
current be used to make such determinations, all of the line con- 
stants come into play, so that any one measurement will not serve 
to determine the foiu* constants. The frequency used in the 
measiu*ement must be the same as that for which the values of r, 
L, g, and C are desired. Of course, in some cases, where approxi- 
mate results only are desired, such simple procedures as the deter- 
mination of the line capacity from an open-circuit test by the 
equation 

where Eg and Ig are respectively the generator voltage and gen- 
erator current when the Une is open-circuited, may suffice. How- 
ever, if the Une is electrically long — that is, approaches a quarter 
wave-length — or if the resistance or leakage coefficients are large, 
such a procedure may not yield even an approximate result. 
Accurate values of the constants' may be obtained by using two 
measiu*ements — one of the short-circuit impedance and one of 
the open-circuit impedance. When both components of the imped- 
ances are measured, four numerical values are obtained as data 
from which the values of the foiu* line constants may be calculated. 
Suppose that, by measiu*ement at the particular frequency for 
which the efiFective values of the line constants are desired, actual 
numerical values are obtained for 

Zg' s short-circuit impedance 
and 

Zg" = open-circuit impedance, 

the line length, !, being known. The unknown quantities are 

Z and Y per unit length, or U and V, which are expressed in terms 

of Z and Y by equations (4) and (6), Chapter VI, and from which 

Z and Y may be obtained. 

Now 

Z/= f/tanhyZ 
and 

Z/'= t/cothTZ, 
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SO that by multiplication 

Z/Z/' = IP, 

Further, 

sinh VI €^ - 6-^ 1 - €-^^^ 



(14) 



tanh7Z = 



so that 



l-€-*^' 

^9 = U j-q— =2FZ' 



(15) 



which, on solving for €* ^ = -z^n' g^ves 

~ u- z/' 



or 



'^ = ^z^^^ = ^z^(^+^*^>' 



(16) 



where the notation, In x, signifies "the logarithm to base e of x." 

t/ + Z ' 
The quantity 77 =^, is complex, of the form A + jB, and it 

is of this quantity that the logarithm is required. Since 



we have 



^uHv — ^u (^.Qg t; + J sin v) s= t^ /v (radians!, 
w + jV = In €" (cos t? + j sin v) = In (c^/t;). 



Therefore, 



where 
Thus 



hi {A +jB) = ]n{VA^ + B»/^ 
^ = arc tan -r- 



F = ~hi VIhTB^ +i ^^ arc tan j- 



(17) 



(18) 



With 17 and V from the preceding equations, 

Z = r+juL=UV and y = ^ + j«C = ^, (19) 
which thus determines the four line constants. 
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101. Multiple Solutions. — In using equation (18) it is im- 

possible to avoid a certain ambiguity. In taking the arc tan -j, 

any multiple of 2 t may be added to the result at will, thus peN 
mitting of a variety of values for the imaginary portion of V. 
Multiplying (18) by I, 

VI = al +jpi = i In Va^ + B^ + j ^ arc tan |- 



aZ = ^ In Vil* + ^, 
Pl ^ n arc tan -j- 



(20) 



When the line length and frequency are not too great and the 
conductors are in air, an estimate as to the probable value of fil 
may be made in order to decide whether or not a multiple of 2 t is 

to be added to arc tan -j. In (20), /SI, itself, may differ from the 

true value by any multiple of t, since one-half the arc tan -j is 

involved. If the measurement be made upon a circuit consisting 

of a long cable, where it would be impossible to estimate accurately 

the number of wave lengths involved, it would be necessary to 

commence the measurements at frequencies for which the cable 

would certainly be less than one-half wave length, and then, by 

taking measurements at a number of increased frequencies, to plot 

the impedance curves in order to decide upon the number of times 

IB ^ 

w must be added to 5 arc tan -j in determining fil by (20). The 

quantity a is obtained without any difficulties of this kind. When 
the line is very long, the differences between the measured imped- 
ances and U will be very small, since U is the infinite-line im- 
pedance, so that considerable inaccuracy may result from equation 
(16) on account of the small difference between two nearly equal 
quantities in the denominator. 

102. Methods of Making Impedance Measurements. — The 
impedance measiu^ments may be made by the voltmeter-ammeter- 
wattmeter method, or by means of an alternating current bridge, 
depending upon the amount of power available and upon the 
character of the transmission line under investigation. When the 
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first method is used, in the case of a power Une with large con- 
ductors, it will probably be diflScult to obtain the real component 
of the impedance accxu^tely on account of the very low power- 
factors — particularly with the Une open-circuited. When an alter- 
nating current bridge is used, the current and voltage impressed 
upon the line will probably be much smaller in value than those 
obtaining when the line is in actual use. However, as long as no 
corona formation occurs when the line is in use for its regular 
purpose, and no ironclad circuits are present, the values of the 
constants obtained by a bridge method with small amoimts of 
power would not be subject to change when greater voltage and 
current are used. The voltmeter-ammeter-wattmeter method of 
measuring both components of impedances is so familiar as not to 
need description. 

103* An Impedance Bridge* — A form of alternating current 
bridge which the writer has found to be very satisfactory is shown 
in Fig. d3. 

In the two upper figures, a and b, the bridges are shown dia- 
granmiatically, and in the lower figure are shown the connections 
to a double-throw, double-pole switch to be used for changing 
from scheme a to scheme b. /2i, R2, apd R are adjustable non- 
inductive resistances, and Co is an adjustable standard capacity. 
Connection "a" gives directly the two components of a condensive 
admittance, Y == g + j<aC, so that it is necessary to take the 
reciprocal of this value to obtain the impedance. Connection 
"b" gives the two components of an inductive impedance, Z = 
r + j(aL, The f ormulse to be used in the reductions are given 
beneath the diagrams, and in them the values of /2, /2i, Rt, and 
Co which produce a balanced condition in the bridge are to be 
substituted. To detect a condition of balance, either a telephone 
receiver or a vibration galvanometer may be used — the latter 
being, in many instances, the more satisfactory. When a telephone 
receiver is used, frequencies much below 250 cycles per second 
cannot be employed with the bridge on accoimt of the inaudibility 
of their tone, and again, with any circuit as imknown whose 
apparent constants change with the frequency, a balance at one 
frequency will not be a balance at another frequency, so that with 
any ordinary source of e.m.f. difiScuIty will arise from the presence 
of higher harmonics in the e.m.f. wave. The sound produced by 
them will always be present and serve to mask the disappearance 
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of the fundamental tone at a condition of balance. The vibration 
galvanometer, on the other hand, may be used at low frequencies 
as well as at frequencies of hundreds of cycles per second, and since 
the period of the instrument is adjusted to coincide with the 
period of the e.m.f . used, no trouble will arise from the presence of 
higher harmonics of ordinary magnitudes — say a few per cent. 





Oonnection a, 



= 



R Ri 
Rs 



C=-g-lCo 



ConneotloQ b, 

•. — Ri Ri 
'^-""R~ 
L«Ri Ri Co 



r>u 



AAAAAA- 



L©. 



AAAA^A■ 




Unknown 



Fig. 03. — An Impedance Bridge. 

For Ri and Ri, resistances with several steps and with a total 
value of about 2000 ohms each are appropriate, except for the 
measiu;ement of small inductances, by connection "b," where 
values as low as 50 or 100 ohms may profitably be employed. 

IOC Precautions in the Use of the Bridge* — To avoid 
excessive values of R it is often desirable to shunt the unknown 
with a known non-inductive resistance when measuring condensive 
admittance by connection "a," or to insert a known non-inductive 
resistance in series with the unknown when measuring inductive 
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reactance by connection " b." The values of g or r thus introduced 
are to be subtracted from the measurements. The alternating 
e.m.f. supplied to the bridge should be taken from the secondary 
of an air-core or other insulating transformer placed at a distance 
sufficient to avoid the influence of extraneous magnetic fields. 
This insulating transformer is needed to prevent the introduction 
of errors on account of the large electrostatic capacity between the 
generator windings and leads and earth. If great accuracy is 
desired, the different portions of the bridge should be electro- 
statically shielded, and, in any case, care should be taken so to 
distribute the different parts of the apparatus that the mutual 
interactions be reduced to a minimum. 

Considerable difficulty is often experienced in finding the proper 
adjustment for a balance. When measiu'ements of a transmission 
line are undertaken, one usually has no knowledge of the approxi- 
mate values, even, of the unknowns, so that a balance must be 
sought by trial. When a long line is involved and the frequency 
is high, it cannot be known beforehand whether the unknown im- 
pedance is inductive or condensive. Trial must then be made of 
both bridge connections. Since there are two quantities which 
require simultaneous adjustment, Co and R, the best that can be 
done is to first adjust one of them until the current in the gal- 
vanometer is a minimum, then adjust the other until a new mini- 
mum is obtained, and so on. A Uttle experience enables these 
adjustments to be made very rapidly after a condition is foimd 
where a change in either Co or R produces a noticeable change in 
the galvanometer current. Care must be taken to see that the 
frequency used does not approach those for which the impedances 
under measiu'ement vary rapidly, (or then small variations in the 
frequency of the e.m.f. supplied to the bridge would cause the 
bridge settings for a balance to vary greatly, and thus prevent any 
accurate adjustments. For example, in an impedance measure- 
ment of the short-circuited 100 mile line, whose effective resistance 
and reactance are shown as a function of the frequency in Fig. 59, 
reliable measurements would be difficult with frequencies between 
350 and 500 cycles per second. According to Fig. 60, for this same 
line open-circuited, measurements would be difficult with fre- 
quencies between 800 and 1000 cycles per second, as well as at 
450 cycles, where the impedance would change from inductive to 
condensive, or vice versa, for small changes of frequency. 
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106. niustrative Computation. — To illustrate the use of 
equations (14) to (19), consider the following numerical example. 
On a given line, 41 miles in length, impedance measiu*ements with 
the following results were made at a frequency of 660 cycles per 
second: 



lioeshorUnrooitad. ConiMetbn " b " 


Line open-cireuited. Coimeetion " a " 


Ai » 1000 Rt^lOOO 

iJ - 1224.0 Co = 0.2766 X10-* 


ft - 1000 ft = 1000 

R = 816.7 Co = 0.7816 X 10-» 



By using the respective formulae in the two cases, "a" and "b": 
Short-circuit test, "b," 

Z/ = 817 +i 1147 ohms. 



(t^ 9f 



Open-circuit test, " a, 

Yg" = 0.0012244 +i 0.0032411 mhos. 
-1- = Zg'' = 102.0 - j 270.0 ohms. 

These values are to be used as original data with which to enter 
equation (14). The computations are most easily done with 
logarithms, according to the following table, where in place of the 
quantity itself, its logarithm is given, unless otherwise stated. 
4> represents, in general, the angle of a complex quantity; for 

example, 

Z ^ r+jz =^ z/<l>. 

These are the effective values of the Une constants at this fre- 
quency (660 cycles per second) per mile of length, and they will, 
m general, be difiFerent for difiFerent frequencies. 

106. Effect of Errors in Original Data. — In this numerical 
example, the fundamental data, Zg' and Zg", are such as to yield 
very accurate results, for the two impedances as measiu*ed are 
sufficiently difiFerent from each other to permit an accurate for- 
mation of their sums and difiFerences, as required in equation (16). 
Further, the resulting values of impedance and admittance per 
unit length of line have angles which are not very nearly equal to 
either or 90 degrees. The determination of the quantity g is 
usually the most unsatisfactory, for the angle of the admittance, 
Yj is frequently very near 90 degrees, so that g, the real component, 
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TABLE XXIII 




Calcuiation 


OF Link Constants prom Two Impedance MEA8nR]&- 






MENTs. Equations 14 


TO 20 


2,' 

Z," 
sin *" 




2.91222 +i3. 05956 

9.91089 

2.00860-72.43136 

- 9.97103 


tan^' 0.14734 
tan ^"-0.42276 


Z/ 
Z," 

COS^u 

u 

sin^ 
U 
U 
ZJ 




3.14867/54.538 deg. ' 

2. 46033/ -69. 305 deg. 

5. 60900/ -14. 767 deg. 

9.9963&-10 

2. 80450/ -7. 3835 deg. 

-9.10893-10 
2.80088 -il.91343 

632.25 -i81.93 ) m «,«-«. ^.11^ 
817.00-l-ill47.00 [Numerically 


Let m= C7-I-Z. 
m« V^-Zg' 
n^U-Zg' 
m 

n 
Bin«^ 


/ and n - r; - Zg' 

1449.25 -}-i 1065.07 ) xr«,«o.;nan^ 
- 184 . 75 - i 1228 . 93 [ Numerically 

3. 16114 -hi 3. 02738 tan^ 9.86624r-10 
9.90623-10 

2.26659 -i3. 0^953 tan^n -0.82294 
- 9.99515 



m 3.25491 /36.313 deg. 
n 3.09438 /261.450 deg. 

A4-iB = - 0.1605 3/134.863 deg. 



(Logarithm of scalar) 



log log ^ 


9.20557-10 


^*» « tan-* J 


134.863 deg. 


log Mod. 


9.63778-10 


log^*^ 


2.12989 


login!!! 


9.56779-10 


1 360 


1.75812 


log 2 2 


1.91381 


log arc tan -r- 


0.37177 






log 2 2 


1.91381 


sin ^9 


7. 6589}- 10 +i8. 4579^10 tan ^1,0.80398 
9 99471-10 

V 8146325-10/81.075 deg. 

V 2.80450 /-7. 383 deg. 


cos^t 

z 
sin^t 

r 

X 


73.602 deg. 
9.44841-10 
1.26775 
9.98216-10 
0.71616 
1.24991 
3.61772 
7.63219-10 


4>v 

cos 0y 

y. ^ 

sm^ 


88.458 deg. 
8.42985-10 
5.65875-10 
9.99984-10 
4.06860-10 
5.65859-10 
3.61772 
2.04087-10 




Final numerical results 




r- 5.2018, 


L« 0.0042873 


, g = 1.2263 X10-* 


= 0.010987X10-* 
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is not accurately determined. In the particular case just treated, 
the angle of F is 88.458 degrees — only 1.542 degrees different 
from 90 degrees. In general, the error in the angle of F is of a 
lower order of magnitude than the original errors in the measiu*ed 
angles of the equivalent impedances, Zg and Zg", so that in this 
case, the cosine of the angle 88.458 degrees, on which the determi- 
nation of g depends, is still obtained with considerable acciu*acy. 
To illustrate the effects of an error in the original measiu*ements, 
suppose that, in determining Zg'y an error of one degree is made 
by a wrong determination ,of the imaginary component of the 
impedance — the real component being assumed correct. Then 
as original data, in logarithms, 

Z/ = 2.91222 + j 3.07670 » 3.15951 /55.538 deg. 
Zg" — same as before. 

From this fundamental data, 

r = 6.0394, L = 0.0043677, g « 1.4026 X 10-«, 

C = 0.010874 X lfr-«. 

In this latter case, the angle of F is 88.219 degrees, as compared 
with 88.458 degrees in the previous case based on the correct 
values of Zg' and Zg". The change in the resulting angle of F 
due to a change of one degree in the angle of Zg' is 0.239 degrees. 
As mentioned before, the best results from measurements of 
this kind are obtained under conditions which cause the two 
impedances, Zg' and Ze"f to be considerably different, for then the 
value of the fraction in equation (16) is obtained without loss of 
acciuracy. The shorter the line imder test, the greater the differ- 
ence in these impedances. With very short lines, however, when 
the resistance and leakage coefficients are small, it will be difficult 
to obtain accurate values of the real components of the effective 
impedances by measurement, so that, though the subsequent 
numerical solution will be easy to carry out accurately, the errors 
in the fundamental data may be serious. With the 300 nule tele- 
phone circuit, whose impedances are tabulated in Table XXII, 
for example, values of line constaQts based on impedance measure- 
ments at frequencies above 100 cycles would be quite inacciu*ate, 
on account of the very nearly equal values of Zg' and Zg", If the 
effective line constants were desired at higher frequencies, it would 
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be desirable, or even necessary, to make the impedance measure- 
ments on a shorter section of the line — say 100 or 50 miles, 
depending on the frequency. On the other hand, measurements 
on a 300 mile power transmission line, whose values of r and g are 
usually much smaller than for the telephone circuit, would prob- 
ably furnish very satisfactory data* 



CHAPTER IX 
CHANGE OF WAVE SHAPE ALONG LINES 

107. Method of Treatment of Complex Wave Shapes. — The 

equations given in the foregoing chapter are all based on the 
complex quantity representation of aJtemating quantities, and 
thus yield solutions for a single frequency. By the definition of 
an ideal line, however, in which it is stated that the efifective values 
of the line constants in such an ideal Une are independent of the 
magnitudes of the voltage or current, the treatment of complex 
wave shapes by the superposition of separate solutions for the 
separate frequencies is made possible. If the e.m.f. wave of a 
generator which suppUes a particular line contains a number of 
higher harmonics, the voltage wave shape at any point in the Une 
may be found by determining the magnitude and phase position 
of the several component voltages at the point in question by 
appljring the complex quantity method of analysis to each sepa- 
rately, and then taking the instantaneous sums as data from which 
to plot the resultant curve — if the curve, and not merely the 
values of the separate components, be needed. The method of 
treatment is essentially the same as used in the correction of 
oscillographic curves of wave shape for the effect of distortion 
circuits. Chapter IV. If any of the generator e.m.f. harmonics 
should coincide in frequency with a resonance frequency of the 
Une, and the line losses be smaU, very great exaggeration of this 
particular harmonic, either in the voltage or in the current pro- 
duced thereby, may take place in portions of the line. For a con- 
sideration of such phenomena, it will be necessary to reproduce, in the 
form for use in alternating current systems, some of the speciaUzed 
equations given in Chapter II for leaky direct current Unes. 

108. General Case ; Load Impedance = Zo. — The funda- 
mental equations are: 

E^ EoCO&hVl + hU^nhVl, 



I = Jocosh VI + ^o-^sinh VI, 

177 



(1) 



178 
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which give the voltage and current at any point distant I from the 
load-end of the line in terms of the load-end voltage and current. 
Solving simultaneously for Eo and 7o (see eq. 16, Chap. II), 



Eo = EeoahVl - ZC/sinh VI, 
Jo = 7 cosh Vl-Ejjaah VI, 



(2) 



which give the voltage and current at any point distant { from the 
generator in terms of the generator voltage and current, E and 7. 
To determine the voltage and current at any point in a given 
line when the load-end impedance, Zo, is known, let 

2o ~ total line length between generator and load, Zo, 

and let E' and 7' represent the voltage and current respectively at 
any point distant V from the generator, whose voltage is E. V is 
thus always less than k- 

The ratio between Current and voltage at the generator is the 
equivalent generator-end impedance, which, by equation (2), 
Chapter VIII, is 

Zo cosh Vlo+U sinh Vk 



Za^ 



cosh Vlo + jf sinh Vk 



Ya^4- and I^EYo. 



9 



'a 



(3) 



Therefore, applying equation (2), for a distance I' from the genera- 
tor and eliminating I by equation (3), 

E' = E (cosh VV - UYg sinh VI'), 



" = s(: 



Y.coahVl'--haxihVl 



9 



U 



■■)• 



(4) 



In computing from this equation, first determine the value of Yg 
and then substitute it in the equation in connection with the 
particular values of V. No benefit is to be derived from the 
substitution of the expression in (3) for Yg in equation (4), except 
numerically, as mentioned. 

109. Short-circuited and Open-circuited Line. — Since con- 
siderable labor is required to determine the values of Yg, in general, 
the two special cases — short-circuited line and open-circuited 
line — are'of importance, for then the values of Zg or Yg are easily 
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obtained. For these special cases, the substitution of the expres- 
sions for the equivalent generator-end impedance from equations 
(4) and (6), Chapter VIII, gives 

Short-circuited: 

£'1 = E (cosh VV - coth Vk sinh VV) = E ^^^^7,^^~^'\ ,^, 
Jz«-o smhyjo (5) 

^'1 = S(coth VloCoahVV - sinh VV) = E^^^Z^^fi- 
Jz,-o f/ f/smhyjo 

Open-circuited: 

B'l = £?(cosh Fr - tanh Fiosinh VV) = ^^55^^^^^=-^, ,^, 
Jz.-oo coshKio , (6) 

r] = ^(tanh yiocosh 71' - sinh 71') « ^ sinhy(io-- . 
Jz,-oo c/ C/coshyio 

If we make V — 2o, then equation (4) must reduce to forms 
similar to equations (19) and (20), Chapter II — giving the load 
voltage and current in terms of the load impedance, generator 
voltage, and total line length. 

Making the substitution, V = k, and reducing, 

E 



^" cosh Fio+yof/ sinh yio' 

" Zo cosh yjo+l/ sinh Flo* 
From these, for the two spe(!ial cases, 

Eo\ = E sech Flo, 

/o — E rrz oosech Fio. 

Jz.-o U 



(7) 



(8) 



In a direct current system, the quantity F is always real, and 
thus in equation (8), for instance, the quantity ^sech F2o con- 
tinuously decreases for increasing line length. In the alternating 
current system, F is complex, and a fimction of the frequency, so 
that the value of sech FZq may vary through very great numerical 
ranges, and in the case of a line with no losses in which the attenua- 
tion constant is zero, throughout the range from — oo to +oo. 
Similarly with cosech Flo. The voltages at the terminal of an 
open-circuited line may thus rise to very high values, as well as 
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the current at the end of a short-circuited line. Equations (5) 
and (6) indicate that excessive voltages or currents may also occur 
at intermediate points in the line length, if the total line length, 
lo, be such as to give large values to coth Vk or to tanh Vkt depend- 
ing upon whether the line is short-circuited or open-circuited. If 
the line be connected to an impedance Zo, the excessive currents or 
voltages may or may not occur, depending on the resulting value 
of Yg, from equation (3). Yg becomes very large when 

Zo cosh Vk+ U sinh Vk approaches zero. 
For example, in a line with no losses (a = 0), 

cosh Vk = cos plof 
sinh Vlo = j sin ffk, 

so that 



7^ = 00 
or when 



when Zo cos jSZo + i y t^ sin Pk 



= 0, 



= "Jyr taniSlo. 



Infinite values of Yg, however, imply an equivalent short- 
circuit on the generator supplying the line, and imder such a 
condition it is not reasonable to suppose the generator voltage to 
remain constant, for then we would have infinite currents through- 
out the line, as well as infinite voltages. In such cases — very 
large values of Yg — the phenomena must be expressed in terms of 
the generator current J, rather than the generator voltage, E, 
the former being more or less definite at short-circuit, while the 
latter disappears. The equations in terms of I are obtained by 
substituting IZg for E, and then, from equations (4), (5), (6), (7), 
and (8), we have 

£f' = 7 (Zg cosh VV -Usinh VV), 



■'-'{ 



cosh FJ' - ^ sinh Vl'\ 



(9) 



smhF(lo-r) 



B'l = IU(taahVUcoahVl'-siDhVl')=IU- ^^^ ™ , 
J'l = /(cosh VI' - tanh TTosinh W) = i^Y^^zJH 



(10) 
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181 



coahV(k-l') 
sinh yj^ 



E'^ =7C/(coth7Jocoshyi'-8inhyj')=7C7 

JZ,-CB 

Z'l = I (cosh yi' - coth Yk sinh yj') = I °^7,^^ ~ ^'^ • 
Jz,-oo sinhyto 



(11) 



En ^ 



Fo cosh Vlo + jf sinh V Zo 



/o = ^ 

cosh yJo + ir sinh 7io 



Ei 



■1 - 

■1 - 



1/ 

ZC/coeech yZo, 



7 sech yZo. 



(12) 



(13) 



These equations will serve to determine the voltage at any point 
in a line, under any condition, and will also furnish the basis for 
a discussion of the phenomena of quarter-wave transmisson. 

Consider first the distortion of wave shape of voltage in an open- 
circuited line when the generator voltage contains higher har- 
monics of small magnitude in comparison with the fimdamental. 
The wave* shape of the generator voltage then differs little from a 
sine curve. Of com-se, if no higher harmonics are present in the 
original wave shape of the generator, there will be no distortion. 
Referring to equation (6), suppose the line length to be one- 
seventh of a quarter wave length for the fundamental, or approxi- 
mately, Pi% = 13 degrees. When the line losses are small, the 
voltage of fimdamental frequency does not change very much 
throughout the entire line length. The third and fifth harmonics 
of voltage are considerably magnified, while for the seventh har- 
monic, tanh Vlo becomes very large, infinity if a be zero, so that 
this particular harmonic attains values relatively much greater 
than either the third or the fifth. It will thus greatly alter the 
shape of the e.m.f . wave at points along the line, as well as at 
the load end. A numerical example serves best to illustrate this 
effect. 

110. Numerical Illustration. 100 Milci Open-circuited Line. — 
The 100 mile transmission line whose fundamental constants are 

r = 0.275, L = 0.00204, g = 0.15 X 10-*, and C = 0.0146 X 10-*, 
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has, for the frequencies which are the odd multiples of 60 cycles 
per second, and which are the only ones which would generally be 
present in the e.m.f. wave of an alternator, the propagation- 
constants and open- and short-circuit impedances given in Tables 
XIX and XXI. In this case k = 100 miles. 

The coefficients of E in equations (6) may be termed the voltage 
and current coefficients, respectively. Numerical values of these 
coefficients for different frequencies and different distances T, 
from the generator are given below in Table XXIV. 

TABLE XXIV 

Factors for Obtaining thb Distortion of Voi^iage and Current 

Wave Shapes along a 100 Mile Line when Open-circutfed 

_ 







(a) Voltage ooeffioiento, -„-, u 


1 aoalar with angle 






/ 


/ 


-25 


r-M 


r-75 


i 


!'«100 


60 


1.009 


- o^2l 


1.016 - 0^36 


1.020 - 0^44 


1.021 


- 0°.47 


180 


1.097 


- .76 


1.168 - 1 .25 


1.211 - 1 .52 


1.226 


- 1 .61 


300 


1.387 


- 2 .11 


1.684 - 3. 12 


1.871 - 3 .61 


1.934 


- 3 .76 


420 


3.476 


- 13 .63 


5.539 - 15 .81 


6.895 - 16 .60 


7.367 


- 16 .81 


640 


0.654 


-163 .03 


2.145 -170 .69 


3.192 -171 .92 


3.567 


-172 .20 


660 


0.203 


- 10 .38 


0.665 -174 .86 


1.319 -176 .91 


1.563 


-177 .27 


780 


0.473 


- 2 .51 


0.260 -174 .10 


0.878 -178 .41 


1.119 


-178 .86 


900 


0.678 


- 1 .72 


0.340 -144 .28 


0.717 -179 .32 


1.001 


-179 .87 



/' 





(b) Current ooeffioiento, 7 X 10* 


, aa scalar with angle 




/ 


r-0 


r-26 


r-fiO 


r-76 


60 


0.558 88M2 


0.420 88^05 


0.281 88^.00 


0.140 87^98 


180 


1.898 88 .35 


1.464 88 .14 


0.996 87 .99 


0.504 87 .90 


300 


4.434 86 .77 


3.608 86 .38 


2.546 86 .12 


1.316 85 .98 


420 


19.545 74 .24 


17.385 73 .63 


12.998 73 .25 


6.944 73 .04 


540 


9.173 -80 .50 


9.387 -81 .46 


7,627 -82 .00 


4.262 -82 .29 


660 


3.222 -84 .53 


4.149 -86 .19 


3.785 -86 .94 


2.242 -87 .30 


780 


1.351 -83 .64 


2.714 -87 .34 


2.912 -88 .40 


1.855 -88 .15 


900 


0.182 -53 .68 


1.971 -87 .68 


2.676 -89 .28 


1.867 -89 .83 



Suppose that the generator supplying this line has an e.m.f. 
wave shape whose equation is, as a function of = 2 rft, 

e = 100,000 sin 

+ 8000 sin (3 ff - 40°) 

+ 6000 sin (50 -295") 

+ 5000sin(7e-110') 

+ 2000 sin (9 - 50°) 

+ 500 sin (11 - 170°). (14) 
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The equation for any particular component of the e.m.f. at any 
point in the line is obtained by multiplying the equation for the 
component of the same frequency in e, by the factor, or voltage 
coefficient in part (a) of Table XXIV, and then changing the 
phase angle as given in (14) by the angle of the factor. Thus, at 
a distance of '75 miles from the generator, the maximum value of 
the ninth harmonic in the voltage wave is 3.192 X 2000 volts » 
6384 volts, and its equation as a function of time (or 0) is 

ed = 6384 sin (9 9 - 221''.92). 

111. Equations for Instantaneous Voltages. — The following 
are the equations for the voltages at distances of 25, 60, 75, and 
100 miles from the generator. 

25 miles from the generator, {' » 25, 

e' = 100,900sin(e-0^21) 
+87768in(3tf-40°.76) 
+8322sin(6fl-297Ml) 
+17,380 sin (70 - 123°.63) 
+1308sin(9tf-213^03) 
+ 102 sin (1 1 ff - 180°.38). (15) 

50 mUes from the generator, V = 60, 

c' = i01,600sin(«-0°.36) 

+9344 sin (3 « - 41''.25) 

+10,104 sin (5 tf - 298''.12) 

+27,700 sin (7tf - 125°.81) 

+4290sin(9tf-220°.69) 

+332 sin (1 1 ff - 344°.86) . (16) 

75 miles from the generator, V = 75, 

e' - 102,000 sin (fl - 0°.44) 

+96888in(3fl-41°.52) 

+11,226 sin (5 » - 298''.61) 

+34,480 anile- 126.''60) 

+63848in(9ff-221.''92) 

+660 sin (11 ff - 346°.91). (17) 
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100 miles from the generator, V — 100, at open end, 

e' = 102,100 sin (» - 0°.47) 

+9808 sin (3 fl - 41».61) 

+11,604 sin {be- 298°.76) 

+36,835 sin (7 tf - 126°.81) 

+7134sin(9tf-222°.20) . 

+782 sin (1 1 « - 347''.27) . (18) 

112. Equations for Instantaneous Currents. — Using the 
current coefficients from part (6), Table XXIV, the following 
equations are obtained for the line currents at the several different 
distances from the generator. Obviously, the current is zero at 
the open end of the line, where J' = io = 100. 

Generator current, at V = 0, 

t = 56,800 sin (e + 88M2) 

+15,184 sin (3 « + 48°.36) 

+26,604 sin (6 e - 208<'.23) 

+97,725 sin (7 fl - 35''.76) 

+ 18,346 sin (9 » - 130'*.50) 

+1611 sin (11 e - 254''.53). (19) 

25 miles from the generator, {' = 25, 

»•' =42,000 sin (« + 88°.05) 

+11,712 sin (3 « + 48M4)" 

+21,648 sin (5fl - 208°.62) 

+86,925 sin (7 « - 36°.37) 

+18,774 sin (99 - 131''.46) 

+2074 sin (11 - 256M9). (20) 

50 miles from the generator, {' = 50, 

i' = 28,100 sin {9 + 88°.00) 

+7968sin(3ff + 47°.99) 

+ 15,276 sin (5 « - 208''.88) 

+64,990 sin (7 fl - 36''.76) 

+15,254 sin (9 « - 132°.00) 

+ 1892 sin (11 » - 256".94). (21) 

75 miles from the generator, V = 75, 

i' = 14,060 sin (tf + 87°.98) 

+4032 sin (3 « + 47''.90) 

+7896 sin (5 fl - 209.''02) 

+34,720 sin (7fl - 36<'.96) 

+8624sin(9fl-132«'.29) 

+1121 sin (11 fl - 25r.30). (22) 
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Fig. 64. — Voltage Wave Shapes along a 100 Mile Open-circuited 

Power Line. 



113. Discussions of Wave Shapes. — The curves representing 
the foregoing equations are shown in Figs. 64 and 64a. In both 
figures, the upper curve represents the generator voltage wave 
shape. These curves were drawn by means of the curve-tracer 
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Flo. 64a. — Current Wave Shspeti along a 100 Mile Open-circuited 
Power Line. 



mentioDed in section 42, Chapter III, and, though they may 
be slightly inaccurate, serve sufficiently well to show the char- 
acteristics of the different wave shapes. 
In the particular line to which the foregoii^ curves apply, the 
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total length of circuit is 100 miles, and therefore approximately 
equal to one-quarter of the wave length for the seventh harmonic 
— 109 miles, from the value of 0^ given in Table XIX. The 
voltage and current coefficients for this frequency attain vdlues 
much larger than for any of the other frequencies, and therefore 
the comparatively small seventh harmonic in the generator 

• 

voltage produces very prominent voltages and currents of this 
frequency throughout the line. Although the seventh harmonic 
in the generator voltage is only five per cent of the funda- 
mental,^ the seventh harmonic in the voltage at the free end 
of the line is thirty-six per cent of the fimdamental. In 
the capacity, or charging, current of the line, the seventh 
harmonic component is approximately twice as great as the 
fundamental. 

The maximimi instantaneous values of voltage at different 
points along the line are indicated on the respective curves. On 
accoimt of the different phase positions of the several component 
harmonics, the maximum value of the generator voltage wave is 
only a little greater than the maximum value of the fimdamental — 
104,000 maximum, with 100,000 volts as maximum value of the 
fimdamental. At the open end of the line, the maximum value 
of the voltage wave is 148,000 volts, which, as an increase of nearly 
fifty per cent over the generator voltage, might be serious in its 
effect upon the line insulation. In a line designed to operate 
normaUy without corona formation at the voltage assigned to the 
fundamental frequency in this illustrative example, the presence 
of such a large superimposed harmonic which increases the maxi- 
mum voltage by nearly fifty per cent might be sufficient to start 
corona formation, and introduce a power loss then supplied, in 
part, by the fundamental frequency. Very considerable values 
of leakage, or corona loss, are required to materially decrease the 
voltage coefficients and thus to decrease the exaggeration of those 
harmonics for which the line approximates a quarter wave length. 
The value of g used in the computation of the data for this particu- 
lar case is 0.15 X 10^, which corresponds to a power loss due to 
leakage, of 1500 watts per mile of each wire for an e.m.f . of 100,000 
volts between wire and neutral. For a line differing, as in this 
case, by 9 miles from a quarter wave length for the seventh 
harmonic, this value of g is not sufficient to appreciably lower the 
value of the voltage coefficient in Table XXIV. 
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114. Dependence of Wave Shapes upon Generator and Load 
Characteristics. — The large value of the seventh harmonic in 
the generator current would seriously increase the generator 
heating, and demands, even under conditions of no-load, con- 
siderable generator capacity. The seventh harmonic current at 
the generator is 74.2 degrees ahead of the corresponding component 
in the terminal voltage, so that, for a considerable range of current 
values, whatever current of this frequency flowed through the 
inductive impedance of the generator windings would produce an 
increase of the terminal voltage (of this frequency) above the open- 
circuit value. No reliance could be placed on an assumption that 
in such a case the generator terminal voltage of this frequency 
would decrease greatly when the current flows. For a line a Uttle 
longer than a quarter wave length, the current would lag by nearly 
90 degrees, though the numerical value of the voltage coefiicient 
might be the same as before. In such a case, the terminal voltage 
of the generator undoubtedly would decrease materially as soon 
as the current flowed. 

An increase of only nine per cent in the frequency (from 60 to 65 
cycles for the fundamental) would cause the Une to be an exact 
quarter wave length for the seventh harmonic^ in which event, 
much greater distortion of the wave shapes would occur. A still 
further increase of the frequency would cause the line length to be 
greater than a quarter wave length for the seventh harmonic, and, 
depending upon the character of the source of e.m.f. of this fre- 
quency, might entirely alter the phenomena. 

The presence of a load at the terminal of such a Une would also 
change the phenomena. If the load consisted of an inert imped- 
ance, Zo, the distribution of electrical quantities along the line 
could be determined by equations (4), although not without 
rather tedious computations. If the load consists of a synchro- 
nous motor, for example, instead of an inert impedance, it is neces- 
sary to know the wave shape of counter electromotive force of this 
machine, and furthermore, to know the relative phase positions of 
its component harmonics of e.m.f. with respect to those of the 
generator supplying the line. The coimter e.m.f. of fimdamental 
frequency of the motor will be nearly in opposition to the e.m.f. 
impressed on the motor terminals, -Bo, but, by reference to Fig. 33 
it is seen that the phase angle between the generator terminal 
voltage, E, and the load voltage, £o> may differ by large amounts, 
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depending upon the magnitude of the current Iq as well as upon 
the load power-factor. The possibility of a variation of, say, 60 
degrees in the phase difference between E and Eq, allows the 
higher harmonics in the counter e.m.f. of the motor to occupy 
almost any phase position whatsoever with respect to the same 
harmonic frequencies in the generator e.m.f . 

K a particular harmonic is present in the generator wave shape, 
but is not present in the counter e.m.f. of the motor, then the 
motor constitutes practically a short-circuit at the load end of the 
Une for this particular frequency. Similarly, the generator con- 
stitutes a short-circuit at its end for any harmonic present in the 
motor counter e.m.f. which is not present in the generator wave. 
The discussion of the mode of operation of the various machines 
which may be connected to a Une must be taken up in another 
place; this section is intended to deal only with the calculation 
of the values of the voltage and current along the line when the 
terminal conditions are given. 

If both the generator and the load produce e.m.f.'s, as in the 
case of a higher harmonic in both the generator and motor ter- 
minal e.m.f.'s, the distribution of voltage and current along the 
Une must be determined by equations identical with (55) and (56), 
or (57) and (58), of Chapter II; in which, to conform to the nota- 
tion used here for alternating current systems, the complex 

Zi z. 

£i Ei LineLenfirthsZo e; Ei 



Ii Ii 

Fig. 65. — Long Line SuppUed through Impedances by Two Generators. 

quantities, U and F-, must be substituted for z and v, respectively. 
El and E^ are then the values (in the correct complex form to take 
accoimt of their relative phase positions) of the voltages impressed 
on the two ends of the Une, and Eq and I' and J" are respectively 
the values of voltage and current at a distance li irom.Ei and h 
from Ei. 

116. Double Source of Energy Supply Through Terminal 
Impedances. — If impedances are placed between the sources of 
e.m.f. and the line, the circuit appears as in Fig. 65, and the solu- 
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tion must be obtained as below. , In this system, select arbitrarily 
as positive the direction indicated by the arrow. Then, by 
Kirchhoflf's Law, 

El = ^1 — IiZif 

E^ = I2Z2 "" Ef, 
By equations (2), 



(23) 



Ei' = El' cosh Vlo - Uh sinh Vk, 
h = /i cosh Vlo — yj -B/ sinh Fio, 



or, substituting (23) in (24) and combining terms, 

7i [Zi cosh Vk+UahlxVk] + ZtIt = Ei cosh Vk + Et, 



(24) 



[• 



2i 



/, I cosh Flo + ^ sinh F?o 



] 



h '^Eijzwab.Vh, 



(25) 



from which, by solving simultaneously for 7i and It, 

El (cosh 7 Jo + ^ sinh Vk\ + Et 



/i = 



/» = 



(Zi + Z,) cosh F?« + (u + ^^aahVk 

El + Et (cosh yZo + ^ sinh Vkj 
(Z, + Zt) cosh VZo + (c/ + ^*) sinh Vk 



(26) 



Using the value of h from equations (26), the voltage and current 
alt any point in the line are then given by 



^ = Si' cosh FI - /if/ sinh FZ, | 
7 = 7i cosh yZ - £,' ^ sinh yi. 



(27) 



where I is the distance of the point in question from the e.m.f . Ei, 
and El' ^Ei- ZJi. 

It is only rarely that conditions in any transmission system 
would be definitely enough known to warrant the use of equations 
(26) and (27). Since all of the quantities entering these equations 
are complex, actual numerical computations from them are quite 
tedious, though not difficult. 
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116. Approximations Based on the Neglect of Line Losses. — 

la many cases it is not as important to know the actual values of 
the different harmonic voltages or ciurents along the line, as it 
is to be able to determine quickly the approximate mRTimnm 
values which these quantities may attain. The presence of 
resistance and leakage in the line, leading to energy loss, serves 
always to prevent the attainment of infinite values of current and 
voltage, and, in general, serves to decrease the magnification of 
any particular harmonic, due to resonance conditions. Therefore, 
calculations made for a line with zero resistance and leakage, but 
with the same values of L and C as in an actual system, will yield 
values for the current and voltage distortion greater than could 
ever take place in the actual system, and thus serve as a guide in 
determining whether or not it would be necessary to make a rigid 
solution. 
Neglecting, then, the losses, 

F = j/3=j2ir/VLC, j8 = 2t/VLC, and U^y^y 



so that, by co&h jpl = cos fil, and sinhjfil » j sin pi, equations (5) 
to (13) become. 



i - 

JZo-0 

i - 



E 



anpik-l') 



sin/SZo 



sin/SIo 



(28) 



E 
I 



C08fi(k-l') 



'I = E 

Jzo-oo COS/3Zo 



'1 =iBt/fs 



ginp{k-l') 



cos/3!o 



(29) 



Eq ^ 



E 



coefilo+jy-^Yoonfilo 



7« = 



E 



Zo cos /Slo + J V t; sio Pk 



fy/^BL 



(30) 
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sin /3 (io - V) 



E'] -il\l^^ ,, 
//] ^ J cos g (Zq - V) 

J Zo-O COS /3io 



(31) 



i. 

i 



100 



'-i'sTl 



COS jS (Zo — Z') 



= 7 



sin/Slo 
sin/3(Z»-n 

sin/SZo 



(32) 



Eq ^ 



7c 



7o = 



W 



cos/3Zo + i2oyy 8in/3Zo 



^ sec /SZo, 



(33) 



Eo] = 

^0 = —jE V T cosec iSJo. 

^0 = ~i/ y-^p cosec /3Jo, 

7o = 7 sec Pk' 

Jz,-o 



(34) 



(35) 



For either short-circuited or open-circuited lines, computation 
by the foregoing approximate equations is very easy and rapid. 
It is not proper, of course, to use them when they reduce to either 
infinite or zero values, for then the line resistance and leakage 
become the predominating quantities which control the distribu- 
tion of line voltage and current throughout. In the simple cases 
of short-circuited and open-circuited Unes, the equations may be 
used except for values of pi approximating multiples of 90 degrees. 
In this event, since for power lines a is approximately constant 
for frequencies above 60 cycles per second, the magnitudes of the 
phenomena at these critical frequencies may be easily determined 
from equations (5) to (13) by the simplified expressions, 
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cosh (al + j I j 
cosh(ai+jx) 
cosh (al + j y) 

sinh (al + j ^ j 
sinh {al+jv) 
sinh («i+i-^) 

tanh(al+i|) 
tanh {al +JTr) 
tanh (al + j -y j 



= j sinh aZ. 
= — coshaL 
= — jsinhaZ. 

= j cosh al, 
= — sinhaZ. 
= — jcoshaZ. 

= cothaZ. 
= tanhorZ. 
coth al. 



(36) 



The above formulae are directly applicable to the discussion 
of quarter-wave transmission, where the frequency of the generator 
is adjusted to such a value that the Une becomes a quarter wave- 
length. 

117. Numerical Comparison of Approximate and Exact Solu- 
tions. — Applying the approximations, equations (29), to the 
Une whose voltage and current coefficients for the different fre- 
quencies are given in Table XXIV, the following numerical results 
are obtained, which, as approximations, may be compared with 
the accurate values given in Tab le XXIV. In computing the 
following, the value of 2 wf VLC is used for /3, and not the true 
values, dependent upon the line resistance and leakage as given 
in Table XIX. 

In the following table, the complex quantity representing the 
designated ratios is given in the form of a scalar and its angle. 

In all cases, except for a frequency of 420 cycles per second, for 
which the line is nearly a quarter wave length, the approximations 
are sufficiently close to the true results for all, or at least most, 
engineering purposes, and the labor required to secure the approxi- 
mate results is practically negligible in comparison with that 
required by the rigid expressions. 

For this line, by equations (13) and (36) when the frequency is 

sUghtly higher than 420 cycles per second, so that Pk is exactly ^i 
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the voltage at the open-circuited load end is 25.26 times the genera- 
tor voltage. 

TABLE XXV 

Approximate Values of Voi/taoe and Current Coefficients from 
Equation (29) for a Distance (U) of 75 Miles from the 

Generator. 

Total line length » 100 Miles. True values of coefficients taken from 

Table XXIV for comparison. 





B' 


E' 




/' 




/' 




/ 


-g..tni6 


•^.approx. 


B 


10*. true 


r^« 


approx. 


60 


1.020 - 0^44 


1.020 


0" 


0.140 


87^98 


0.141 


90° 


180 


1.211 - 1 .62 


1.212 





0.504 


87 .90 


0.504 


90 


300 


1.871 - 3 .61 


1.874 





1.316 


85 .98 


1.319 


90 


420 


6.895 - 16 .60 


9.627 





6.944 


73 .04 


9.943 


90 


540 


3.192 -171 .92 


3.228 


180 


4.262 


-82 .29 


4.310 


-90 


660 


1.319 -176 .91 


1.322 


180 


2.242 


-87 .30 


2.247 


-90 


780 


0.878 -178 .41 


0.879 


180 


1.855 


-88 .85 


1.857 


-90 


900 


0.717 -179 .32 


0.718 


180 


1.867 


-89 .83 


1.868 


-90 



118. Resonance Frequencies. — In the general case, with the 
line closed through impedances at both ends, the frequencies at 
which resonance phenomena occur may be easily determined from 
equation (26). When resonance phenomena occur, the line cur- 
rents become very large, even for small impressed electromotive 
forces, and in the limiting case, when neither resistance nor leakage 
is present, and consequently no losses, the currents become infinite 
with finite voltages impressed. The only way in which these 
infinite values of 7i and 72 can occur is for the denominator in 
equation (26) to become zero. That is, the values of / which 
cause the denominator of this equation to reduce to zero, when 
the line losses are assumed zero, are those at which the resonance 
phenomena occur. Thus we have for resonance, from (26), 

(Zi + Zt) cosPk+j (v § + \i ZiZ^mnPk = 0. (37) 

Zi and Zt are functions of the frequency, and though they may be 
made up of any combinations of inductances and capacities, no 
conductance or resistance should be present if the above equation 
is to apply rigorously, p also is a function of the frequency, 
/3 = 2 t/ VLC. The solution of equation (37) for / must be 
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obtained by approximation — a graphical process similar to that 
used in determining the free frequencies of vibration for the 
oscillograph vibrator, Chapter V, Fig. 21| being convenient. 

To illustrate the use of this equation in determining the critical, 
or resonance, frequencies of a line connected as indicated in Fig. 65, 
consider again the same 100 mile power transmission circuit. 
Let one end be closed through an inductance of 0.050 henry, and 
the other through a condenser of 0.020 microfarad and an in- 
ductance of 0.10 henry in series. 

Then 

-Zi=i2ir/X 0.050, 



(38) 



For the line, per mile, 
L<= 0.00204 



and C - 0.0146 X lO"*. 



Substituting these numerical values in (37) and expressing the 
result in such form as to utilize the tangent, we have, finally, 



tan 0'.031269 « = - 



1 50x IO'-O.ISm* 



« 7061.8 - 0.000018376 «» 



(39) 



If we let y' represent the first and y" the second member of this 
equation, the intersections of the curves y' and ^f' plotted as 
functions of o) will occur at those values of o) which satisfy the 
above equation and which therefore are those corresponding to 
resonance conditions, or frequencies. These curves are shown in 
Fig. 66, from which intersections at the following values of o) are 
noted: 



«, for resonance 


m/2x « frequency 


2,302 


366 


7,200 


1160 


12,400 


1970 


17,600 


2800 


19,700 


3130 


23,800 


3780 


29,300 


4660 


33,000 


5250 
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Only the first two of these frequencies are sufficiently low to fall 
within the range of the higher harmonics produced by alternating 
current generators. It is interesting to note that the first reso- 
nance frequency, 366 cycles per second, is considerably lower than 

that for the open-circuited line alone, when pk becomes ^y or 90 

degrees, at a frequency of 458 cycles per second. 




Fig. 66. — Graphical Determination of Resonance Frequencies from 

Equation (39). 

Even with this comparatively short Une — 100 miles -r- and 
the small value of electrostatic capacity placed at one end of the 
circuit, this first resonance frequency of 366 cycles per second is 
only the sixth harmonic in a 60 cycle system. An increase in the 
capacity and self-inductance present would cause resonance at a 
still lower frequency, and since the fifth harmonic is quite prevalent 
in generator voltage wave shapes, resonance phenomena of this 
frequency may well appear in a one hundred mile transmission 
system. For line lengths between 200 and 300 miles, the first 
resonance frequency appears at about the third harmonic of 60 
cycles, or 180 cycles per second, so that resonance phenomena of 
this frequency may be produced if any source of e.m.f. of this 
frequency is present. 
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From equation (37) , used in determining the resonance fre- 
quencies in this particular case, it is apparent that it makes no 
difference whether the terminal impedances are inserted with Zi 
at the generator end and Zs at the load end, or vice versa. Res- 
onance phenomena appear at the same frequency in both cases, 
since Zi and Z% enter equation (37) only as sums or products. 

Even if the magnitudes of voltage and current produced by 
resonance condition for one of these higher harmonics should not 
be such as to endanger the power system, or even to be observed 
in their effect on normal operating conditions, they still may be 
of sufficient magnitude to create serious disturbance in conununi- 
cating circuits which parallel the power system. For this reason, 
particularly, it becomes desirable, or necessary in some cases, to 
eliminate, as far as may be, the possibiUty of abnormal values of 
voltage or current of these higher frequencies in power systems. 
The large magnitudes of voltage and current of fimdamental 
frequency are not so serious in their effect upon commimication 
circuits as the smaller voltages and currents of the higher fre- 
quencies. 
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119. Instantaneous and Average Power. — The instantaneous 
value of power at any point in a transmission line is equal to the 
product of the instantaneous values of voltage and current. In 
Fig. 31 and section 70 of Chapter VI is given an illustration of 
the instantaneous voltage, current, and power distribution along 
a line. The average value of power throughout a cycle is of more 
interest and importance. 

Explicit expressions (equations (3), (8), (18), (19), etc.. Chapter 
VI) have been given for the voltage and ciurent at any point in 
a line, and from these the equation for average power may be de- 
rived by taking the product of the scalar values of these quantities 
times the cosine of the angle of phase difference between them, 

P = ei cos 0. 

By the relation that the cosine of the angle between two vectors 
is equal to the sum of the products of the direction-cosines of the 
two vectors, referred to two axes at right angles, a more convenient 
form of expression may be secured. Thus, referring to the e.m.f. 
and current represented analytically by 

E = d -\-jei and / = ti + jia, 
we have 

P = average power = et cos ^ ^s eiii + e%ii* (1) 

120. The 'Separate Components of E and / at any Point. — 

Obviously, then, the problem of setting up an explicit expression 

for the average power at any point in a line resolves itself into 

obtaining expressions for the separate components of E and / at 

any point and then forming the sum of the products of in-phase 

components. The detaQs of such a development are quite simply 

but nevertheless tedious. 
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The quantities entering into the expressions for voltage and cur- 
rent are I 

t^ = V j? = «/?.= «i +iu,, . ^2) 

1 ./y «i .ut , . 

At the load end, let 

B = eo'+jV' and I = io'+jio". 

Then by equation (19), Chapter VI, the voltage and current at 
any point in the line distant I from the load end are given by 

E = {€(/ + jV) (cosh al cos pi + j sinh al sin 0[) 

+ W + jio") (ui + JU2) (sinh al cos pi + j cosh od sin /SZ), 

7 = (li)' + jto'O (cosh aZ cos /SJ + j sinh aZ sin fit) 

+ (eto' + jeto") (yi + iys) (sinh aZ cos fit + j cosh od sin /Si). 

These quantities are of the form 

E = ei+j€i and I = ii+JH, 

and by multiplying in equation (3), we have 

ei = Co' cosh oZ cos pi — eo" sinh al sin /3Z 



(3) 



+ (io'ui — to"ti2) sinh al cos pl 

— (io't^ + io"ui) cosh aZ sin /SZ, 

ea s eo^' cosh aZ cos pi + eo' sinh al sin )9Z 
+ (to"wi + io'ti^) sinh aZ cos pi 
+ (to'wi — io"t^) cosh od sin /5Z. 

ti = io' cosh aZ cos pl — to" sinh aZ sin pi 
+ (eo'l/i — Vy«) sinh aZ cos /3Z 

— (eo'Vs + eo"l/i) cosh al sin )8Z, 

i^ = io" cosh aZ cos )8Z + io' sinh aZ sin pl 
+ {eo"yi + eo'Vi) sinh al cos /5Z 
+ (co'l/i — Co"i/2) cosh aZ sin pL 



(4) 



(5) 



121. The Power Equation. — Substituting the above expres- 
sions for the separate components in the equation 

P = eiti + eiif, (6) 
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multiplying out, and finally combining terms, there results the 
following form: 

p = (eo V + eo' V) (cosh* odcoa^pl + sinh« od sin« fit) 

+ [(eo'* + eo"^) yi + W^ + k'") wi] cosh ai sinh oZ 
- [(6o'» + eo"») y^ + W^ + to"») ««] cos fil sin /5Z 
+ [(etoV + eo'VO (wi2/i + u^y^) + (eo'to" - eo'V) 
(wiy2 — U2I/1) ] (cosh* aZ sin* &l + sinh* ai cos* ff). (7) 

Considerable care is required in reducing the product as indicated 
by equation (6) to the form given in (7) on accoimt of the large 
number of terms involved. 

The power at the load end, or receiver, is 

Po = e^%' + Co' V 

and the scalar values of voltage and current at the load end are 

eo* = eo'* + V and io* = to'* + V'*. 

Introducing these values into equation (7), 

P = Po (cosh* al cos* )8J + sinh*aIsin*/SO 
+ (co^i + to*Ui) cosh oi sinh oH 
— (6o^« + to^Wj) cos 01 sin pi 

+ [Po (wiyi + u,y^) + (60V' - eb"toO 

(wij/j — ti2l/i) ] (cosh* oZ sin* )8Z + sinh* oH cos* /SZ) . (8) 

122. Reducdon in Fonn of the Power Equation. — Still fur- 
ther reduction is possible by a consideration of the necessary 
relations existing between ui and Ugj and yi and yt. 



U - ui+iut 



m = \y = H 



Y 

Ui 



[Ou, W* = Ui* + U2*. 



Thus 



and 



1 _ , . _ Ui _ tig 

C7 " ^' "^ ^^ "■ Ui* + M2* J ^^, ^ ^, • 

yi = -, and l/« = - ^• 



Wil/i + W«l/2 = 



Ui* — ti2* 



lis' 



Wi* + Ui 



UiUi 



-,= l-2^=l+2u^ 



wij/j - Ufi/i = -2--^ = +2uiyt. 



(9) 
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Introducing these expressions into equation (8), 

P = Po (cosh« cH cos« fil + 9inh« cH sin* ff) 
+ (60^1 + toHti) cosh al sinh oZ 
-^ (co^2 + *o^) cos /8i sin /SZ 
}Po + 2 [Policy* + (eoV - eo'V) uiy,]} 

(cosh* al sin« /SZ + sinh* al cos* /30 . (10) 

Combining the first term, and the portion of the fourth term 
in the right hand member which contains Po alone, there results 

Po [cosh* al (cos* j8Z + sin*)8Z) + sinh* aZ (cos* /SZ + sin*)^?)], 

which reduces to 

Po (cosh* al + sinh* al) or Po (1 + 2 sinh* aZ). 

The expression 

eoV - €o'V = Po' (11) 

represents the wattless volt-amperes at the load end (see Stein- 
metz' '' Alternating Current Phenomena/' page 218), and is 
commonly designated by the symbol, PK Numerically, also, 

Po'= 6btosin0o, 

where 0o is the power-factor angle of the load, counted, in the 
vector diagram, from Ea to 7o in a counter-clockwise direction, and 
is thus positive in value for a leading (condensive) load. The real 
f)ower is 

Po = ^i) cos 4>i 
so that * 

volt-amperes = eoto = VP©* + P©'*. 

In further writing, products of the form 

w cos (d. — B^ = u\Vi + Uft^ 

may be written in the abreviated notation, U •V] products of 
the form 

uo sin {09 — ^ti) = u\Vt — uiVi 

may be written with the notation, t/ X V. 

[/. y s ut? cos (^. — ^0 = U\Vi + Uf t%, 

17 X y s M» sin (d» — ^«) = uiVi — ti2Vi, 
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where 

UV s (tt i + M) ( vi +jvi), 

Therefore 

For example, 

P = E-I, P^ ^ E X I, and volt-amperes = ei, 

123. Final Form of Power Equation. — For further reduction 

oosh cA sinh <d — ^ sinh 2 od, 
cospleinpl =^sin2/3l, 
and 

cosh* aZ sin* /SZ + sinh* aZ cos* /SZ = sinh*aZ + sin*j3Z, 

so that the final form may be taken to be 

P = Po (1 + 2sinh*aO + (eto*j/i + io*Ui) sinh erf cosh oi 
— (co^j + io*Mt) sin pi cos pl 
+ 2 (Potnya + Po'UiVt) (sinh* al + sin* /5l) . (12) 

124. Numerical Example. — As an illustration of this final 
equation, let us compute the power at the generator for a 100 mile 
transmission line with the constants 

r = 0.276, fif = 0.16X10-*, L=0.00204, and C =0.0146x10-* 

per mile, when the e.m.f . and current at the load end are respec- 
tively 100,000 volts and 200 amperes, and the load power-factor 
angle is 0o ~ —26.0 degrees. This signifies a "lagging load." 
Let the frequency be 26 cycles per second, and in order to use the 
equation in its general form, let neither Eo nor /o be selected as 
reference vector, but assume 

^0 = eo' + jV - 100,00 0/66.00 deg. = 42,262 + j 90,631 volts, 
/ « to' +ito" = 200.0 /40.00 deg. = 153.208 +j 128.668 amp. 

Then 

€o = 100,000 volts, 
to — 200.00 amperes, 
^ » - 26.000 degrees, 
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and 

Po = eoV + eo' V = eo^ cos 00 = 18,126,300 watts, 
Pt/ = 6o'to" - €o' V = Cttfo sin ^ = — 8,452,400 volt-amps., 

p = wi + jUi = 406.61 - J 136.63 ohms. 



f/ Vz 



1/1 H-iVs = 0.0022131 + J 0.00073821 mhos. 



From Table XIX, 

ol = 0.037206, 

fil ^ 5.2264 degrees. 

Substituting these numerical values in equation (12), the four 
separate terms which go to make up the total power at the genera- 
tor, P, are, in consecutive order: 

First term + 18, 176,700 watts 
Second term + 1,429,810 " 
Third term - 177,520 " 
Fourth term - 84,280 " 



P = 19,344,710 watts. 

Computing the generator e.m.f. and current by equation (19), 
Chapter VI, we have 

E = 41,892 + j 98,894 volts, 
/ = 132.10 + J 139.65 amperes, 
and the power 

P = eiii + ejia = ei cos == 19,344,500 watts, 

which verifies completely the value obtained from equation (12) 
If the line loss be roughly computed by 

P' = i?rl + e^^gh 

we obtain P' » 1,250,000 watts, while the true value of the line 

loss is 

P' = P - Po = 1,218,410 watts, 

the last three figures of which are unreliable, since the computa* 
tions were made with five-place logarithm tables. 
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126. Line Loss. — For very accurate work, it may be desirable 
to use the formula 

P' = P-Po = Po2sinh«aZ 

+ (60*2/1 + io'wi) sinh al cosh oi 

— (6oV« + ^^) 81^ S'^ cos pi 

+ 2 (Poii2i/2 + Po'uiy,) (sinh» al + sin« jSZ), (13) 

to calculate the line loss directly, for this obviates the numerical 
inaccuracy involved in taking the difference between two large 
and nearly equal quantities, in the case of a line whose losses are 
small in comparison with the power transmitted. With long 
telephone circuits, on the other hand, the loss in the Une may be 
many times the power received at the load end, so that values of 
power loss for a given load may be conveniently obtained either 
by nmnerically subtracting, P — Po, from equation (12), or by the 
use of (13) where the subtraction has been made in the analytical 
expression. 

126. Unloaded Line. — For an unloaded line, Po = 0, the 
expression for P is also the expression for line loss, and it is 

P = (^Vi + ^*Wi) sinh al cosh od 

— (eo*2/2 + io^Ui) sin pi cos pl 

+ 2 Po'uiyj (sinV al + sin* pi). (14) 

The equation as given may be appUed to a line supplying a load of 
zero power-factor, so that Po = 0. Po'' is then numerically equal 
to 6oto — positive for a leading load and negative for a lagging 
load. If both Po and Po' are zero, then the line must be either 
short-circuited or open-circuited (co = or to = 0), and for these 
conditions, equation (12) becomes 



PI = to* (wi sinh al cosh al — tif sin /?{ cos pl)y 

J«B-0 

PI = eo* (1/1 sinh al cosh aZ — 1/2 sin pi cos Pl). 



(15) 



127. Power in Distortionless Lines. — In Chapter VII, the 
quantity V = a+ jp was discussed, and by equations (13) and 
(14) it is seen that for all frequencies, the attenuation constant, 
a, and the velocity of propagation, S, are constant, and the wave- 
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length constant, fi, is directly proportional to the frequency when 

the relation 

gL — rC (for distortionless line) (16) 

is fulfilled. A line whose properties are thus related is said to be 
a "distortionless line." The reason for this name is quite obvious 
— the constancy of a and S for all frequencies. If an alternating 
wave is made up of a number of harmonic frequencies, all of these 
different frequencies in either an e.m.f. or a current wave will be 
propagated along such a line with the same attenuation and the 
same velocity. Hence the wave form of the propagated wave 
does not change, all of the component harmonics retaining the 
same relative phase position throughout the line, and all decreasing 
in the same proportion. This, of course, is true only for the com- 
ponent (main and reflected) waves, and not for the resultant wave, 
except in the case of an infinitely long line, where the main wave 
and resultant wave are identical. This matter of wave distortion 
is of the utmost importance in telephonic work, and will be dis- 
cussed in connection therewith. 
In such a distortionless line, then, by equation (16), 

--- = * 

Q r 

where k is the proportionality constant. Then 

Z = r+j<aL = r+jo)kr,] 
Y = g-\-j<aC = g +j<akg,] 
so that 

I 

This equation, interpreted, shows that for a distortionless circuit, 
the infijiite line impedance, U, contains no imaginary component, 
and has a numerical value equal at all frequencies to the infinite 

line resistance for direct current, \/-« 



(17) 



u\ = wi+jtif = V^> 

JgL-rC ▼ g 

y] ^^ yi + jy2 = y/l^ 
uA =0, yA =0. 



(18) 



- • 
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Introducing this condition, that both v^ and yt are zero, into the 
general equation for power, (12), there results, for the distortionless 
line, 



pi =Po(l + 2sinh«aZ) 

JgL'^rC 



+ (eo* y J + to* V -) sinh al cosh oZ, (19) 

a very simple and interesting form. Since 

cosh 2 aZ = 1 + 2 sinh* al 

it is seen that equation (19), for a load power-factor of unity, is 
identical with equation (26) of Chapter II for a direct current line. 
In this case, as has been shown to be true for any frequency, 

a = Vrg, 

JyL-rC 

SO that, finally, 

p] =PoCosh2>/flTif+ i(€o«y^ + io*y-)sinh2v^Z. (20) 

This resulting value of power at the generator end for a given 
power, Po> at the load end, is entirely independent of the frequency, 
in so far as the fundamental line constants r, L, g, and C are in- 
dependent of the frequency. 

Consider the numerical case used as illustration of equation 
(12) in the last paragraph. For this Une, gL = 0.0003060 X lO"* 
and rC — 0.0040150 X 10^. Suppose g, r, and C to remain 
constant, but by some means the value of L is increased imtil the 
relation, gL = rCf is fulfilled. The line then becomes distortion- 
less, and equation (20) applies. The self-inductance, L, must be 
increased from 0.002040 to 0.0267667 henry per mile to bring 
about this condition. Then, for the same load for which the 
preceding numerical calculation was made, we have for the power 
at the generator, by equation (20), 

P= 19,391,400 watts 
and 

P' = 1,265,200 watts = line loss. 

The line loss with the original value of self-inductance per mile 
was 1,218»400 watts, indicating that, in this case, the creating of 
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a distortionless circuit by an increase of the self-inductance does 
not bring about a decrease in the line power loss. From this 
particular numerical example it is not possible to generalize, 
however, to the extent of saying that the creation of a distortion- 
less line by an increase in the self-inductance will always cause an 
increase in the power loss for a given load. It is possible to 
diflferentiate equation (13) with respect to either L or C (remember- 
ing that the auxiliary constants, ui, Uij yi, j/s, o(, and /3, are fimc- 
tions of r, ^, L, and C), and thus to determine for what values of 
the independent variable the line loss would be a minimum, but 
the resulting expression after differentiating would be so com- 
plicated as to prevent any practical results from being obtained. 
For a given load, and either L or C variable, it would be best to 
plot a curve showing the power loss as a function of the variable, 
and from the curve to estimate the value for a minimum loss. 

128. Load Impedance for a Minimum Line Loss with a Given 
Po. — In transmitting power over a leaky line by means of a 
direct current, a maximum efficiency of transmission occurs when 
the load-end resistance (equivalent resistance of the load) is equal 

to the infinite-line resistance y -, according to equation (34), 

Chapter II. With this value of load resistance, the efficiency of 
transmission is constant and independent of the magnitude of 
voltage and current. 

A similar condition obtains in the case of a Une carrying alter- 
nating currents. As an introductory case, suppose an amoimt 
of power, Po, is to be delivered at the load end of a Une, at a power- 
factor, cos 00. This constant amount of power may be supplied 
by current at any voltage, the necessary relation being 



6oio cos 00 = Poy or eoto = 



Po 



cos 00 



What must the values of eo and io be in order that the line loss be 
a minimum? 

Let 2o = -r — scalar value of load-end impedance, 
to 

Then 

io* ^ and eo» = -^. (21) 

2ocos0o cos 00 
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Since Pq and 0o are assumed constant, Po' = Po tan 0o is also a 
constant. 

Thus, if W represent the variable portion of the line loss as eo 
and to are varied, with constant Po and 0o> we have, from equation 
(13), 

W^i (eo*yi + io*Ui) sinh2aZ - i (eo^, + iohi^) sin2/5Z, 
and by equation (21), 

2 \COS0o 2oCOS0o/ 

_P^(_y^^_^Jh—)sin2fil. (22) 

2 \COS0o 2oCOS0o/ 

In order that this variable portion of the Une loss, and thus the 
total line loss, be a minimum, differentiate equation" (22) with 
respect to Zo and equate the derivative to zero. 

dW Po ^ ( wA . uo T 
^ = -2-8ec«o(yx--,jsmh2aZ 

- ysec «o (^2 - ^,)sin 2/5Z = 0. (23) 

Solving (23) for «o, 

% — ttisinh2ai — tiasin2/3t _ U\ sinh 2 ai — tia sin 2 ffZ , .^. 
"" yi sinh 2 at — t/j sin 2 /3Z ~" Wi sinh 2 a{ + Us sin 2 /3{ 

The value of 2o given by equation (24) is independent of the 
amount of power delivered, as well as of the load power-factor. 
That is, for a given amount of power delivered, to secure a mini- 
mmn line loss imder any condition, the load impedance should 
have the above numerical value. For varying amoimts of deliv- 
ered power and var3ang power-factors, such a condition demands, 
therefore, a variable and varjong generator voltage — a condition 
which is usually not feasible, in power transmission at least. 
Notice that, in regard to the above statement of minimum line 
loss under any condition, an absolute minimum of line loss is not 
implied. For a given amount of power at a given power-factor 
the line loss is a minimum when zo is determined by the above 
equation, but obviously, by equation (13), for a given power Pis 
and load impedance z^iy the line loss may be changed by varying 
the power-factor angle, 0o, of the load. 
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129. Numerical Illustration. — As illustration of equation (24) 
consider the 400 mile, 60 cycle line, whose constants are given 
in Tables XII and XIV and some operating characteristics of 
which are given in Tables XV and XVI. A summary of the con- 
stants, and the calculations leading to a value of Zq by equation 
(24) is given below in Table XXVI. 

TABLE XXVI 
Determination of zq for Minimttm Line Loss, bt Equation (24) 



I 



0.275 ohm per mile 
0. 15 X 10^ mho per mile 

_ . 00204 henry per mile 

C 0.0146 microfarad per mile 

{ 400 miles 

/ 60 cycles per second 

2aZ 0.312615 

2ffL 95.5384 degrees 

V^ux +iui 385.143£:2?1^126^1 = 380.34 -^60.630 

^ - yi +iyi 0.00259644/9103126:1^ = 0.0025641 +^0.00040876 

sinh2a{ 0.31773 

Bin2i9Z 0.99534 

ttisinh2a{ 120.84 

utsin2/3{ -60.35 

,yisinh2a{ 0.00081468 

tf,Bin2/3Z 0.00040684 

Numerator 181 . 19 

Denominator 0.00040784 

«o' 444260 

zo 666.53 ohms 



It thus appears that, for this line, a Tninimiim line loss will be 
secured when, for any load, the generator voltage is so adjusted 
that the ratio, z^^ between the numerical values of load voltage 
and load current is 666.53. For example, to supply a load of, say, 
4000 kilowatts at a power-factor of cos 25 degrees = 0.9063, the 
load voltage should, by (21), be 

^ - \/^ = V^«««-^'-S^ = ^'238 volte, 
and the corresponding load current is 

ti = - = 81.373 amperes. 

26 
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Assuming this to be a lagging load, we have, with 0o = —25.000 
degrees and Po = 4,000,000 watts, 

Po' = Po tan 00 = — 1,865,200 volt-amperes. 

By equation (13), 

P' = line loss = 951,030 watts. 
P = power at generator = 4,951,030 watts. 

p 
Efficiency of transmission = i? = -^ = 0.8079, or 80.79 per cent. 

Note that this value of efficiency corresponds approximately 
with that for the 80 ampere entry in the first part of Table XV. 

130. Line Efficiency. — As before pointed out, if the load 
impedance remain fixed, the current and voltage throughout the 
line change directly as the generator voltage. All powers and 
volt-amperes then vary as the square of the generator voltage, so 
that the efficiency remains constant. Since for any value of power, 
Po, a minimmn line loss, and therefore a maximum efficiency of 
transmission, is obtained with the above value of Zo, it follows that 
each particular power-factor of load has a definite and character- 
istic maximmn possible efficiency, viz., that corresponding to the 
value of Zo by equation (24). A curve may thus be plotted show- 
ing the maximum possible efficiencies as a fimction of the load 
power-factor, and such a curve is independent of the line voltage 
employed. 

Let 1? = efficiency of transmission = -^ and Z© = g o/— <k . 

The angle of Zo is taken negatively because an impedance with 
a positive angle, r + jz = g/^, corresponds to a negative power- 
factor angle (lagging) load, and vice versa. In this discussion, 
00 is the power-factor angle — the angle of Jo with respect to Eq. 
Then, by equations (12) and (21), 

— =1 + 2 sinh* od + 2 (ujt/j + Mit/2 tan 0o) (sinh* al + sin* fil) 
V 

If 00 be kept constant in the above equation for efficiency, and 
the first derivative with respect to 216 be equated to zero in order 
to determine the value of 20 for either a maximum or a minimum, 
the result given by equation (24) will be obtained. Substituting 
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(24) for Zo in equation (25), the efficiency expression for this special 
load impedance becomes: 

-^1 « 1 + 2mxh*al + 2u^t (8inh»aZ + wi^fil) 

V J*, by (94) 

+ 2 thy% (sinh* al + sin*/3Z) tan 0o 

H VuiVi sinh* 2al + u^yt sin« 2 /5I. (26) 

131. Load Power-Factor for Mazimum Efficiency. — Differ- 
entiating with respect to ^, * 



(i) 



= 2uiyt (sinh^oZ + sin* /5Z) sec* ^ 



d0o 

+ sec 00 tan ^ Vwij/i sinh* 2od + u^t sin* 2 fil. 

Equating the first derivative to zero, in order to determine ^ for 
a maximmn or a minimum, and solving, 

. _ 2uiy,(sinh*al + sin*^0 . 

sm^o = / . - => (27) 

V uij/i smh* 2 aZ + tisj/s sm* 2 /5Z 

for a condition of maximum efficiency, when taken in connection 
with the value of Zq by equation (24). To be rigorous, it is neces- 
sary to determine that the value of 0o by (27) corresponds to a 

TniniTTiiiiTi of — and thus to a maximum efficiency, it. For 

such to be the case, the second derivative of — with respect to ^ 

must be positive for the value of 0o given by equation (27). 
Differentiating again, 



-(I) 



\\' = 2uiyt (fflnh*aZ + sin* /5Z) 2 sec* ^ tan 0o 

+ Vuiyi sinh* 2 al + u^t sin* 2 fil (sec* ^ + tan* ^ sec ^) 

« sec* 00 { 4 uiyt (si nh* oH + sin* fil) sin 0o 

+ (1 + sin*0o) VtiiVi sinh* 2 aZ + Ujyt sin* 2 /3Z}. 

Substituting for sin 0o the value given by (27), 






{uitfi8inh*2oi + Ui|feBm*2/3i-4ttiV(8int*ai +8in*/90»| 

X «ec*'fr> (28) 

Vttiyi sinh* 2 al + Uiyi sin* 2 /8I 
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It remains to be demonstrated that the value of the expression 
in equation (28) is alwa3rs positive. From purely physical con- 
siderations, we know that if there are no line losses at all, the 
efficiency of transmission will always be unity, and therefore there 
wiU be no maximum or minimum and the second derivative as well 
as the first derivative have zero values. When there are line losses, 
the efficiency must reach a maximum value somewhere between 
its two zero values corresponding to leading and lagging loads of 
zero power-factor, but of the proper impedance Zq to make equation 
(28) applicable. Sin ^ by equation (27) must then be real, from 
which we know that the quantity under the radical must be 
positive. The value of the radical itself is essentially positive, 
since the scalar value of Zo by (24) must be positive. Sec* 0d is 
always positive, so the value of the second factor in (28) is always 
positive. The quantity in the brackets remains in question. 

To show that the quantity in brackets is always positive appears 
rather comphcated, but some special cases covering the widest 
possible range of conditions possible in transmission lines may be 
investigated with ease. 

For a distortionless line, gL = rC, the value obviously is positive, 
since by (17) ii% and yt both vanish, and Ui and yi are positive. 

Again, suppose that ^ = and L = 0, a condition represent- 
ing maximum distortion. Then 

Z = r+iO and F = +i2T/C = +^5. 



^=-^=^-v^- 



2b 

yf = yi = V^- 

V = a+jp = Vjrb = Vrb/J^ = y/^+yy^. 

Theo 

ttiyi = i, tisys = -i, and UiV = J. 

Substituting these values in equation (28) and denoting by B the 
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value of the expression in brackets, we have, when x represents the 
common value of al and 01, 

B = J(sinh*2x — sin*2x) — (sinh* a; + sin* x)*. 

Expanding in a series, 

B = |x* + H«»+ • • • . 

The coefficients of the series all being positive, the value of £ is 
always positive, for this special case, and therefore the value of 

the second derivative of — is positive. 

If we take the other extreme, that is, r » and C "= 0, the same 
result will be obtained. 

Since for the above three conditions as widely separated as 
possible the value of 0o given by equation (27) corresponds to a 
maximum value of transmission efficiency as desired, it is reason- 
able to assume that the equation is correct imder all conditions. 
Several numerical examples with intermediate conditions have 
shown this to be true. 

132. Numerical Illustration. Variation of Efficiency with 
Power-Factor. — Applying equation (27) for ^ to the numerical 
case under discussion, see Table XXVI, the computation appears 
as below, in Table XXVII. 

TABLE XXVII 

Determination of ^ fob Maximum Efficibnct of Transmission 
Values from the logarithmic computation for Table XXVI 

log uiyi sinh* 2 oZ 8 . 99322-10 

* log t^i 8in> 2fil -8 . 39008-10 
log sum of above 8 . 86864-10 
log denominator 9 . 43432-10 
log numerator 9.25072-10 

* log sin ^0 -9.81640-10 

^ -40.938 degrees 

coB^o 0.75542 

* ThA minus licn before the locerithm does not signify a nesstive locsiithm, but that the num- 
ber npraeented thereby is negative. 

The angle of Zq is of opposite algebraic sign from that of ^, so 
that 

Zo = Zocos^ — jzosin^* 
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From Table XXVI, Zo = 666.53 ohms, which gives Zo = 503.51 +j 
436.74 ohms, for a condition of maximum efficiency of trans- 
mission. 

It thus appears that, for this line, a maximum efficiency of 
transmission is obtained when the load power-factor angle is 
—40.938 degrees; that is, for a lagging load having a power-factor 
of 75.542 per cent. The numerical value of the load impedance 
being fixed by equation (24) and Table XXVI, the separate com- 
ponents thereof are determined as indicated in Table XXVII. 

ro == 503.51 and Xo = 436.74 ohms. 

With this value of load end impedance, the efficiency always 
remains constant at its maximum value, regardless of the gener- 
ator voltage employed, and the power received varies, of course, as 
the square of the generator e.m.f. The efficiency for the above 
value of Zo is, by equation (25) or (26), 81.550 per cent. Numeri- 
cally, equation (26) is 
1 



— = 1.020869 + 0.17812 tan «o + 0.27184 sec *o, 



or 



^ 1.020869 + 0.17812 tan *, + 0.27184 sec 0o' 
from which the following values were obtained: 



(29) 



TABLE XXVm 

Transmission Efficibncy of 400 Mile, 60 Ctclb Transmission Linb 

Zo » 666.53 ohms. Values from equations (26) and (29) 
^ » load power-factor angle. iy « line efficiency 



^0 


V 




deg. 






-90 


0.00000 




-80 


0.63444 




-60 
-40.938 


0.79616 
0.81550 


Lagging 

• 


-40 


0.81547 




-20 


0.80301 







0.77357 




20 


0.72728 




40 
60 


0.65565 
0.53388 


Leading 


80 


0.27804 




90 


0.00000 
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Fig. 67 shows the curves plotted from the above data. It is to 
be seen that throughout the possible ranges of power-factor, a 
much better efficiency of transmission is obtained with a lagging 
load than with a leading load. For the quite common power- 
factor angle of 40 degrees (P.F. = 0.766), the efficiency of trans- 
mission has a value with a lagging load of 81.55 per cent, while at 
this same power-factor and a leading load, the efficiency is only 
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Fig. 67. — TraDflmiaBioii Efficiency 
efficiency Value. Curve 



with Co Constant at its Maximum- 
Plotted from Equation (29). 



65.56 per cent — a difference of 16 per cent. This being the case, 
it is obvious that from the standpoint of Une losses, or efficiency, 
a lagging load is much to be preferred to a leading load, although 
in practice, the latter is viewed with favor on account of the superior 
voltage regulation obtained thereby. This is a direct result of 
the use of inherently constant voltage apparatus, and the conse- 
quent desirability of maintaining as nearly as may be a condition 
of constant voltage transmission. Theoretically, the ideal con- 
dition of transmission would be that for which the load power- 
factor would remain constant, while the voltage, as well as the 
current throughout the line, would vary as the square root of the 
power transmitted. From such a condition, a maximum economy 
in the use of power would result. 
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For this particular line, then, the ideal conditions (as far as 
efficiency is concerned) may be summarized in a number of equa- 
tions, as follows: 

From equation (24) and Table XXVI, 

zo » 666.53 ohms. 

From equation (27) and Table XXVII, 
<h = -40.938 degrees, and Z© = 603.51 +y 436.74 ohms. 

From equation (26) and Table XXVIII, 

17 » efficiency of transmission = 0.81550. 

From equation (21), 

lo = 0.044565 VPo and €6 = 29.704 VPi. 
At the generator, or sending end, 

P = — = 1.2263 Po. 

From equation (19), Chapter VI, and Table XIV, 
i = 0.049348 VPo and c = 32.894 VPo. 

t = V— to- 1.1073 io and e = V — eo = 1.1073 eo. 

From equation (19), Chapter VI, 
= power-factor angle at the generator = +40.938 degrees. 

js B ~ = apparent generator-end impedance = 666.53 ohms, 
t 

133. Peculiarities Incident to Maximum-efficiency Trans- 
mission. — An inspection of these numerical values reveals the 
very interesting fact that, for a condition of mftYiTniim efficiency, 
the power-factor angle at the generator end is equal in magnitude, 
but of opposite algebraic sign from the power-factor angle at the 
load. The apparent impedance at the generator, z, is numerically 
equal to the load impedance, Zq. From load to generator, both 
current and voltage increase by the same percentage, and from the 
above, the ratio of similar quantities is seen to be 



i = i = v/-- 
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The above statements have been taken from the nimierical values 
for this particular line only, and though the agreement of the 
numerical values through five significant figures is sufficient to 
establish their correctness beyond any reasonable doubt, general 
proof will be given later. (See section 138.) 

134. Variatioii of Maximum-efflciency Conditions with Line 
Length. — The following table shows the numerical values 
pertaining to a condition of maximum efficiency of transmission 
over lines possessing the same fimdamental constants per imit 
length as used in the above niunerical illustration and of the 
various lengths tabulated. The constants are: f =^ 60 cycles, 
r « 0.275, g = 0.15 X 10"^, L = 0.00204, and C = 0.0146 X 
10^. For convenience in determining the efficiency for load power- 
factors other than those corresponding to maximum efficiency, the 
constants entering into equation (26) are tabulated. They apply 
to equation (26) when it is written in the form, 

1 

— = A + B tan ^ + C sec ^. 
1 



TABLE XXIX 

CoNDinONS OsTAmiNO WHEN LiNES OF THE PbEVIOUSLT GiVBN CONSTANTS 

and of the tabulated lengths are operated at the 
Maxdittm Effecienct Pobsiblb 



V w*% 


Cq, 
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Constanta in Eq. ! 


26 
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ohms 


dCCTBM 
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1354.0 





1.0000 








1.00000 
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1243.9 


-18.411 


1.0008574 


0.013788 


0.04366 


0.95944 
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1023.9 


-31 . 175 
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.052876 


.10214 


.91641 
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821.3 
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.11082 
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.86857 
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. 17812 
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1 . 14780 


.33942 


.65777 
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399.9 


- 5.431 


1.86532 


.14971 


1.58168 


.29071 


1800 


416.5 


- 8.616 
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.21645 
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- 9.057 
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Inf. 


Inf. 

• 
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Fio. 69. — The Constants in the Equation for Efficiency, 



- -A +Btan(^ + C8ec^. 
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Curves plotted from Table XXIX are shown in Figs. 68 and 
69. In Fig. 68, for continuously increasing line length, the 
numerical value of Zo as shown for a condition of maximum effi- 
ciency decreases from a finite maximum at zero length to a finite 
value at infinite length. On the other hand, ^, the load power- 
factor angle for maximum efficiency, increases rapidly in numerical 
value from zero for a line of zero length to a maximum of about 
—41 degrees and then decreases, with a twoHsided approach to 
a limiting value for infinite line length. The maximum possible 
efficiency decreases continuously, approaching zero ultimately. 

136. Zero Length Lines. — Special formulae are required for 
the determination of the tabulated numerical values for zero line 
length and infinite line length, for in some cases the general 
formuke assume indeterminate forms. 

Consider equation (24), for the load-end impedance correspond- 
ing to maximmn efficiency. For 2 » 0, ^his equation assumes the 
form 

To evaluate this expression, differentiate both the numerator and 
the denominator of equation (24) with respect to Z for a new 
numerator and a new denominator, respectively. Thus, 

1?*^" oui cosh + /5t<2 cos O' 
or 

4'-»^- = »V^^- (30) 

Further, by substituting 

a = Vi (2y — x6 + rg) and P = Vj (zy + xb — rg)^ 

and also 

_ ag + pb pg-ab 

^ - ^2 + 52 » ^ - ^2 + 52 ' 

which follow from the relation 

,, ,/Z VZY V a+jp , . 

we obtain as the reduced form of (30), 

26 P'-min. = V^* (31) 



^'l';: 
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' This remarkably simple expression for Zq applies with con- 
siderable approximation to lines of considerable length, as shown 
by the slow variation of this quantity in the first three entries of 
Table XXIX. The above value of 2:0 is numerically equal to 
the load-end resistance required for a maximum efficiency of 
transmission with direct current over a leaky line of any length, 
for which see equation (34), Chapter II. 

136. Infinite Length Lines. — For a line of infinite length, 
equation (24) may be evaluated by dividing both the numerator 
and denominator by sinh 2 al. For infinite values of l, the fraction 
sin2i8t 
sinh2aZ 



vanishes, so that 



2o 



ip'-miiu = U. (32) 

Therefore, with a very long line, to secure maximum efficiency, 
the load-end impedance should have a numerical value equal to 
u, the impedance of a Une of infinite length (see equation (13), 
Chapter VIII). 

For Z = 0, equation (27) reduces to an indeterminate form. To 
evaluate, expand both niunerator and denominator in series, re- 
taining only the first terms thereof. This jdelds 



sin 



J _^EE±£)^1 =0. (33) 

Thus, for short lines, the maximmn efficiency is obtained when 
the load power-factor angle is small, and for the limiting case of 
. zero length, the angle should be zero. 
To evaluate (27) f or Z = 00 , substitute 

sinh^ 2 a2 = 4 sinh' al cosh' al, 
sin' 2 /3Z = 4 sin' /3Z cos' pi, 

and divide both numerator and denominator by sinh' od. 

^ . sin'gl 

]sinh'aZ ,„.. 

,-inai. / ^, , , , sm'/3tcos'i8i. 

y Mij/i coth' al + UiVi ^^j^i^i 

The fractions in both niunerator and denominator vanish for 
infinite values of I, and coth' od becomes unity. Therefore 

ji-00 VMii/i ^ y 
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In this equation, ^ is equal to the sine of the angle, 0«, of the 

complex quantity U, which is the infinite-line impedance (see 
equation (13), Chapter VIII). Combining (32) and (35) we see 
that for very long (infinite) lines, the load-end impedance for 
maximum efficiency is 

Zoli-oo «tt /-g« = tti-im, (36) 

where l7«yT? = ui+iut = infinite line impedance. 

The imaginaiy component of Zo in equation (36) is of the opposite 
algebraic sign from the imaginary component of U. This value of 
Zo for TTutTimnm efficiency in a very long line is not, as has often 
been assumed, that for which there is no reflected wave at the 
load end. From equations (10) and (10b), Chapter VI, the condi- 
tion necessary in order that the reflected wave be zero is that Zo be 
equal to U, and this is not the same as the condition derived above. 
Therefore, for maximum efficiency, we can say that, in general, the 
load impedance must not be such that no reflected wave exists. 

137. General. — It is easily seen from equation (27) that, for 
maximum efficiency, the load power-factor angle, ^, is always 
either positive or negative for a line of given fimdamental con- 
stants, and never varies in algebraic sign as the length of the 
circuit is changed. The algebraic sign of ^ is always opposite 
to that of yt, and is thus always the same as that of us. The angle 
of the load impedance, Zo, being equal and of opposite sign to that 
of ^, we can say that, in a line of any length, the load impedance 
for maximum efficiency must always have an angle of opposite 
sign to the angle of the infinite Une impedance, 17. In power 
tra n s m is sio n lines, where the angle of F is usually greater than the 
angle of Z, this means that the angle of the load impedance for 
maximum efficiency is usually positive (the angle of U being 
negative). Summarized, for maximum efficiency we have: 

If - < - , lagging (mductive) load. 

Li C 

If — =■ -r (distortionless line), non-inductive or unity power 

If 

factor load. 
Li C 
If j>'Zi leading (condensive) load. 
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The above conditions depend only upon the line constants per 
unit length, and as before mentioned, are independent of the length 
of line involved. 

138. Proof that for Maximum Efficiency the Ratio between e 
and €0 Equals the Ratio between i and ioy and that the Genera- 
tor Power-factor Angle is Equal in Magnitude but of Opposite 
Sign to the Load Power-factor Angle. — In section 133, some 
general conclusions were drawn from a number of numerical 
relations observed in a particular case. These relations may 
readily be established as general propositions. 

As indicated by equation (16), Chapter II, the solution for a. 
line in which distance is counted positively from the generator 
towards the load is obtained by substituting —2 for { in the equa- 
tions based on a positive direction counted from load towards 
generator. Following through the developments leading to the 
power equation (12) for alternating current circuits, we find the 
substitution of —2 for Z to still be permissible. The substitution 
is also justified in equation (24), where we find the value of Zo un- 
affected by the change — both niunerator and denominator chang- 
ing sign. This establishes the fact that, for a minimum Une loss 
with a given power P and power-factor angle ^ (at the generator), 
the scalar value of z is equal to the scalar value of Zq. Therefore, 

e eo e i 

- = « = 2ib = ~i or — = -r> 
I to eo to 

for maximum efficiency. 

1 
Substituting z for Zo, <t> for ^o^ "" for ii and — Z for Z in (25), 

iy = 1 + 2 sinh* al + 2 (mjj/j + Uiy2 tan 0) (sinh* al + sin* pi) 

Comparing this equation with (25), we find the coefficient of — - 

cos <p 

reversed in sign from the coefficient of in equation (25). 

*^ cos^ ^ ^ ' 

The coefficients of tan ^ and of tan ^ are aUke in sign, so that, in 

equation (27), sin ^ will be of opposite algebraic sign to sin ^. 

Such would not appear to be the case from an inspection of the 

equation for sin 0o alone, for the substitution of — Z for Z directly in 

(27) would not reverse the algebraic sign of sin 0o* The double 
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sign should be placed before the radical in equation (27) if + and 
— values of I are to be used. In the reduction from equation (25) 
to equation (26), we have for the last term, involving cos ^, by 
substituting the equation for to, 

I 1 i/ • uo I • ooAiMsi^^aZ — Utsin2/SJ 

+ s r i(yi8mh2at — y»sm2^0 V — » uo i i • ooi ^ 

2co^^(^*' '^ ' ▼ t*isinh2ai + Uism2/S4 

, / • u o 7 • o />n 4 /wi sinh 2 aZ + Mj sin 2 pi 1 

+ (ui8mh2ai — M2sm2w V • uo i noi ~ 

^ ▼ Uisinh2aZ — M2sm2/3l M 

The two radicals, which represent 2o, as well as u are essentially 
positive, but in combining the expressions in parentheses to obtain 
the simplified form shown in (26), the algebraic sign of the entire 
term within the brackets is suppressed, if the positive sign only is 
retained before the resulting radical. Therefore, for maximum 
efficiency, « — ^, and cos = cos ^. Then 



Since 



we have 



1 1 

e»OO60 » -eotocos^, 6i = -6bto- 

71 71 



e Co 

Z ^ - ^ Zq ^ Tj 
I to 



e^yjle,, t=viio. 



The deductions drawn from the nimierical results in section 
132 are thus proved to be true in general. 

139. Load Voltage for Maximum All-day Efficiency with 
Intennittent Load. — If a line is to be operated so as to maintain 
constant load voltage and carries a given power load for a portion 
of the time and a negligible load for the remainder of the time (each 
day), the proper load-end voltage to ensure a minimum total daily 
loss in the line will be as determined in the following equations. 

In a given period of time, 7, let t = the time during which full 
load is carried. Then T — t^ time during which there is no load. 
Throughout the entire time, a constant e.m.f., eo, is to be main- 
tained at the receiving end. By equation (13), the total energy 
loss in the line is 

W = i {Po2sinh»aZ + i (e^j^i +io«Ui) sinh 2 al 
-J(eo*l/2 + ioHi,)sin2/3Z 
+ 2 (Pow,!/, + Po'ui!/2) (sinh'oZ + sin«/SZ)} 
+ (r - (JeoVi8inh2aZ - Jeo'yt8in2/3Z). (37) 
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The problem is, with a given power-factor angle ^, and power 
Po, what should be the value of eo in order that TF' be a miniTnnm 
when taken over a fixed time T? 

Placing ji = *i 

and substituting, 

Po^ = Potan^, ^^ -Posec^ ^ 

Co 

Then 

Wl 
T 



r =A;|Po2sinh«aZ + i(ei,Vi + APo*sec**oWi)sinh2aZ 



- gf^^'yt + ^^0* sec«*oW2J sin 2/Si 

+ 2 (PoWji/i + Po tan ^oWij/O (sinh* al + sin* pi) 

+ (1 - t) i (yisinh2aZ - ytWi2pl) e^. (38) 

Let ^ = variable portion of -^. The value of eo for a minimum 

of p is to be found. 
From equation (38), 

p = ^' (Vi sinh 2al — ytwi2pl) 

+ -2 (uisinh2 oZ - Utwi2pl) *Po* sec«*o. (39) 

Differentiating with respect to eo, 

^ — 2eo(yi sinh 2 aZ — j/i sin 2 j8Z) 

2 

5(uisinh2aZ - ui sin 2 j80 *Po* sec* ^. (40) 

eo 

EiQuating to zero to determine eo for a minimum p, 

[ (ui sinh 2 oZ — U2 sin 2 pi) fcPp* sec* ^ "[^ . . . 

l/isinh2aZ-j/tsin2j8Z J" ^^^^ 

The above is the desired value of eo for which a minimum total 
energy loss will result. It is seen that the voltage necessary for 
such a condition varies as the fourth root of the fraction of time, 
fc, during which the power Po is to be used. Note that the product 
Po sec ^ is equal to the volt-amperes at the load. 
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Comparing (41) with (24), we see that ii Zo — load impedance 
for maximum efficiency as given by (24), we may write 

eo= («b*fcPo«sec«*o)*. (42) 

Taking up the illustrative numerical example in section 129, 
suppose k = 0.60 — that is, the 4000 kilowatts of power is to 
be used only six-tenths of the time. By the above equation, then, 
eo = 47,736 volts, as compared with 54,238 volts for maximum 
efficiency when the power is utilized the entire time. 

The above development is for a very special tjrpe of loading, but 
in the following a method for determining the proper load voltage 
for any load distribution will be given. 

140. Line Loss with Varying Loadsi and the Proper Load 
Voltage to Secure a Minimum of Such Loss. — Here, we again 
assume that the receiver, or load, voltage is to be maintained 
constant throughout all variations of load. The variable load 
must be given as a function of time, as by a load curve, for instance^ 
We wish to determine what the constant receiver voltage should 
be in order that the total energy loss in the line, over the period of 
time in question, will be a minimum. 

If W represents the total energy loss during a given interval 
of time, by equation (27) and the transformations indicated in 
(38), during an interval of time, dt, 

dTT' = jpo2sinh«aI + i(eoV + ^^^^f^ 



1/ a , Po*sec2<^ \ . ^^j 
-gl^^*"* -jj-^^M2lsm2/3Z 

+ 2 (PoU»2/i + Po tan <l>oUiy%) (sinh* al + sin* fil) 



dt. (43) 



Rearranging the terms and integrating between the limits 
and T, where T is the desired interval for which the total energy 
loss is to be a minimum, under the condition that eo remains 
constant, 

W = 2[(1 + Uij/»)sinh«aZ + M22/isin«j8I] r^Poctt 

XT 
Potan^ctt 

+ i (yi8inh2aZ - y,sm2/S0 eo^T 

+ i{uismh2al - M2sin2j8Z)-^ / Po*sec*<^d<. (44) 

eo «/o 
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If, at all loads, eo is maintained constant, which is the condition 
for which equation (43) applies, we may differentiate this equation 
with respect to 6^) in order to determine the proper voltage for a 
minimum total line loss. 



dW 
deo 



=» (2/isinh2aI — yfWi2pi) Teo 



-— ,(uisinh2aZ-u»sin2/S0 / Po*sec«<^d<. (45) 
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Fio. 70. — Illustrative Load Curve for 24 Houn. 

Equating the above value of the first derivative to zero in order 
to solve for the value of 6o which will give a minimum energy loss, 



eo = 



(ui sinh 2 oZ — lis 
(2/1 sinh 2 



sin2/S0 r Po*sec«^(ftp 
aZ-2/2sin2j80r ^J 



(46) 
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By equation (24), z^ may be substituted in the above for the 
fraction made up from the line constants, where Zo is the load-end 
impedance corresponding to maximum efficiency of transmission. 
Thus, 

Po sec ^ » volt-amperes at the load, and since with a constant 
load voltage, the current is proportional to the number of volt- 
amperes, the value of the integral may be taken from charts 
produced either by a recording ammeter or a recording volt- 
ampere meter, after new curves, whose ordinates are equal to the 
squares of the ordinates of the original curves, are plotted. The 
integral between and T is equal to T times the average value of 
(volt-amperes)*. 

141. Dlustrative Example from Daily Load Curve. — As an 
illustration of this formula, consider again the 400 mile line which 
has previously been used. See Table XXVI. Let this be used 
to supply a load whose value and power-factor for each hour from 
midnight to midnight are as given in the following table. The 
quantity, Po* sec* ^ = (volt-amperes)*, is calculated for each entry 
and listed in the table. Figure 70 shows the power, power-fac- 
tor, and (volt-amperes)* curves as plotted from Table XXX. The 
value of the integral may be derived by means of a planimeter, 
or, since the hoiu*ly values are ordinarily connected by straight 
lines in the load curve, an average of the 24 ordinates will yield the 
area divided by the base, which is the quantity desired. 

From Table XXX, 

1 C^ 
Average value of (Posec^)* —ml Po*sec*^(ft 

= 62.8 X 10" (volt-amperes)*. 

I 

From Table XXVII, using Zq for maximum efficiency » 666.53 
ohms, in equation (47), 

eo = VeeOS (62.8 X 10")* = 72,680 volts. 

This, then, is the proper value of constant load voltage to be 
used if the total daily energy loss in the line is to be a Tninirmim for 
the assumed load curve. 
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TABLE XXX 

Data fob lUiUSTRAirvE Daily Load, PowebtFactob, and (Vaur- 

amperes)* Curves 

Time counted in hours from midnight 



t 


PoX10-« 


008^ 


P««8ec»^X10-t« 





5.0 


0.80 


39.0 




1 


4.0 


0.75 


28.4 




2 


2.5 


0.75 


11.1 




3 


2.2 


0.80 


7.6 




4 


2.2 


0.80 


7.6 




5 


2.2 


0.80 


7.6 




6 


3.1 


0.85 


13.3 




7 


6.4 


0.86 


56.7 




8 


7.8 


0.90 


75.2 




9 


8.2 


0.90 


83.0 




10 


7.6 


0.92 


68.2 




11 


7.4 


0.90 


67.6 




12 


7.4 


0.90 


67.6 




13 


7.0 


0.92 


57.9 




14 


7.4 


0.93 


63.2 




15 


7.6 


0.95 


63.9 




16 


8.1 


0.96 


71.2 


* 


17 


9.8 


0.97 


102.0 




18 


10.0 


0.97 ' 


106.1 




19 


9.2 


0.95 


93.8 




20 


8.0 


0.90 


79.0 




21 


7.3 


0.90 


65.9 




22 


6.3 


0.87 


52.4 




23 


5.8 


0.85 


46.5 




r = 24 


1507.0 





142. Dependence of Proper Voltage upon the Leakage 
Coefficient. — The preceding discussions have been illustrated 
by a line whose dielectric loss coefficient, or conductance, g, is 
0.15 X 10^ mhos per mile. This corresponds to an energy loss 
of 500 watts per mile at a voltage to neutral of 57,700 volts, or a 
voltage between wires of a balanced three phase system of 100,000 
volts. Since this leakage coefficient is the only line constant of 
comparatively uncertain value, it may be of interest to ascertain 
the proper load end impedances for maximum efficiency, as well as 
the proper load end e.m.f . to give maximum all-day efficiency for 
the above load curve, when different values of q are assumed. 

Table XXXI contains values of the more important quantities 
entering into the determination of zo for maximum efficiency by 
equation (24) and of the proper voltage e© by equation (47) for the 
load specified in Table XXX, when different values of q are used. 
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TABLE XXXI 

LiKB CONSTANTB AND CONDITIONS FOB MAXIMUM E2fFICIBNCT IN A 

400 Mile Line with Different Valxtes of g 



txiv 


0.00 


0.06 


0.10 


0.16 


0.20 


0.26 


0.30 


2al 


0.28981 


0.29741 


0.30501 


0.31262 


0.32022 


0.32784 


0.33545 


2/9/ 


96.762 


95.682 


95.608 


95.538 


95.468 


95.402 


95.336 


tti 


379.54 


379.83 


380.10 


380.34 


380.56 


380.75 


380.92 


Ui 


-65.819 


-64.093 


-62.365 


-60.630 


-58.897 


-57.161 


-55.420 


Z9 


755.25 


721.51 


692.23 


666.53 


643.79 


623.46 


605.29 


eo 


77,360 


75,610 


74,060 


72,680 


71,430 


70,290 


69,260 



The above values are shown plotted m Pig. 71. 
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Fig. 71. — Conditions for Maximum All-day Efficiency for the Load Curve of 

Fig. 70, with Different Values of Leakage g. 

143. Determinatioii of the Resistance and Leakage Losses 
Separately; Graphical Method. — Equation (13) gives the total 
power lost in the line, which, of course, is made up of the sum of 
the iV and ^g losses for every element of the Une length. As it 
may sometimes be desirable to compute the losses due to each 
cause separately, formulae for this purpose will be given here. 
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Two methods are available — graphical and analytical — the 
latter usually being preferable on account of the greater ease in 
appUcation and the higher acciuracy of the results. 

To determine the resistance loss for a given load by the graphical 
method, calculate the Une current for a number of equidistant 
points along the line and plot, in polar coordinates, the curve 
representing t as a function of line length. The radius, R, in the 
polar curve is drawn to such a scale as to represent the line current. 
Suppose a unit angle in our diagram represents h units of line 
length — angles being counted in radians and distances along the 
Une in whatever units we may select. Let a unit length of radius 
represent C amperes of current. Then, in the diagram, for any 
point in the line distant I from the load 

R^^, i^CR and d = ^, I = h$, (48) 

which are the relations between the coordinates of a point on the 
polar curve and the quantities in the line. The total resistance 
loss in the line is 



\^rj\^dl, (49) 



where r is the resistance of the line per unit length (the same unit 
of length as used in defining h). 
The area of the polar curve is 



-Xf*- 



(60) 



If we substitute (48) in (49), the integration between limits zero 
and { is replaced by integration between limits and $, and by 
this substitution, 

. Pr^rhC^rB^dB. (51) 

By equation (50), however, the integral in the above equation 
represents twice the area of the curve, 2 A. Therefore, 

Pr = resistance loss = 2rh(PA. (52) 

In a similar manner, the total leakage loss may be determined 
by plotting a new polar curve representing the electromotive force 
at all points along the Une. If C« is the nimiber of volts repre- 
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sented by a radius of unit length in the diagram, h is the number of 
units of line length per radian in the diagram, and A^ is the area 
of the new polar curve, 

P,^2ghCM., (53) 

where g is the conductance of the line per unit length. 

144. niustration of Graphical Method. — As an example, the 
power losses in the line whose voltage and current distribution are 
as given in Table XIII may be calculated. In the polar diagrams, 




1 2 

Fig. 72. — Graphical Determination of Separate Power LoBses. 

or curves, let one degree of angle $ represent ten miles of line. 
Then 

ft = g2 10 = 572.96. 

Let one inch in the diagram of currents represent 40 amperes, 
and in the voltage diagram, let one inch represent 20,000 volts. 
Then C = 40 and C. = 20,000. For this Une, r = 0.275 ohm 
per mile and ^ = 0.15 X 10^ mho per mile. Pig. 72 shows 
the current and voltage diagrams as plotted from the data in 
Table XIII. From these figures, by the aid of a planimeter, 

A s 15.13 square inches, and A^ » 10.52 square inches. 
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Therefore, 

Pr-= 2 X 0.275 X 572.96 X (40)* X 15.13 = 7,629,000 watts. 

P^ = 2 X 0.15 X 10-« X 572.96 X (20,000)^ X 10.52 = 723,000 watts. 

P' ^ Pr + P„^ total line loss = 8,352,000 watts. 

The above value of P' added to Po should equal the total power 
at the end of the 2000 miles. Forming the sum, we obtain 
9,482,000 watts, which differs by 1.4 per cent from the value given 
in Table XIII. Considering that the quantities are all obtained 
graphically, the discrepancy is no more than might be expected. 
Nevertheless, a much closer result is obtained for the mid-point 
of the line. For this length, the areas of the current and e.m.f. 
curves are, respectively, 6.27 and 3.12 sq. in. Computing the 
separate losses and adding to Po, we obtain 4,510,000 watts for 
the power at a distance of 1000 miles. The error here is less than 
one per cent. 

At best, the graphical process is difficult to apply on account 
of the necessity of determining the current and e.m.f . at a sufficient 
number of points along the line to enable smooth curves to be 
drawn. 

146. Separate Losses Analytically. — To determine the re- 
sistance loss analytically, we must form the integral 



\^rj\^dl, (64) 



and this necessitates a knowledge of the square of the scalar value 
of current at any point in the line. At any point, 

/ = ti + jit, (55) 

and in equation (5) we have given the values of t'l and it in terms 
of io' and to", the two components of the load current. Since the 
two components of I are at right angles to each other 

i* = ii* + 12*. (56) 

Equation (54) is then 

Pr=-rJ (t? + t2»)(fl. (57) 
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Substituting (5) in (57) , after some transformation, 

Pr — Tt < io* cosh* al COS* /3Z + io* sinh* oZ sin* j8Z 

1 1 

+ e^ -^wjId? cH co^ 01 + eo^-j cosh* al sin*/?Z 

+ 24' (eo'j/i — e^'yt) cosh od sinh oH 
+ 2 4" (eo'y» + eo"j/i) cosh od sinh al 
— 2 V (eo'j/i + Vyi) cos j8Z sin fil 

+ 2 io" (eo'j/i - Cd"j/2) cos /3I sin /SZ > dZ. 
Introducing the relations, 

Po = eo%' + eo"io" and Po' « e^) V - eo' V, 

and combining terms, 



^' ° **/' K^* "*■ ^*i) ^^^'"^ 



1 Y 

Where -s = yi* + j/»* = scalar value of ^« 



Integrating, 



(58) 



+ zo* cos*/3Z + ei,* -^sin*/3l 

+ (Poyi + Po'yOsinh2aZ 

- (Poy, - Po'yi) sin 2 ^l j dZ. (59) 



+ ^(Poyi + Po'yi)cosh2aZ 

+ ^ (Po»» - Po'yi) cos 2 ^iT. (60) 
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Subtracting the value at the lower limit from the value at the 
upper limit, the final form becomes 






+ - (PoVi + Po'yt) anh* al 

CL 

- \ (PoVf - Po'yi) 8in« pi I watts. (61) 

The equation for the total conductance loss may be written by 
symmetry from equation (61), with the exception that the algebraic 
signs before the terms containing Po' must be reversed. This 
arises from the fact that, in squaring the expressions for ei and et 
in equation (4), products of the form toV — ioW replace the 
products of the form eo'to" — eo'V as obtained in the above de- 
velopment for Pf. 
Thus, 

P, = ff re^cfi = gS^(eo« + toV) 8inh2aZ 

+ ^(eo*-ioV)sin2/M 

+ -(PoWi-Po'W2)8inh»crf 
a 

- ^ (P0W2 + Po'ui) sin« pi I wat^. (62) 

Equations (61) and (62) present the desired results. Though 
they give the losses separately, it must not be assumed that each 
of these losses is the same as the total line loss which would occur 
if the other were absent, for in the event of the conductance loss, 
say, being zero by virtue of a zero value of g, the value of P, by 
equation (61) would not be the same as for a condition of g being 
finite because of the change of a, j8, u, yi, yt, etc., with the change 
in g. To determine Pr when ^ « 0, all quantities entering the 
equation for Pr must be determined for this value of g. This fact 
seems to have been overlooked by a number of writers who have 
developed formula for power loss in lines. 
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148. niustr^tion of Analytical Method. — As an illustration 
of these equations, let us calculate the separate losses for the Une 
whose constants are given in Table XXVI, when this line supphes 
a load of 6000 kilowatts imder mi^YinmiTn efficiency conditions. 
By Table XXVII, «o = 666.53 ohms, and <^ = -40.938 degrees, 
for TTiiiyirniifn efficiency, eo and to are then computed by equation 
(21), and Po' by the equation 

Po' = Potan<^. 

The main features of the computation appear below in Table 
XXXIL 

TABLE XXXII 

Calculation of Ssfarats Linb Losses 
Equations (61) and (62) 

Po 6,000,000 watts 

Po/ -5,204,200 yolt-amperes 

^ -40.938 degrees 
6o 72,760 volts 
io 109.162 amperes 

For the four terms within the brackets 

RnistaDoe Ion Conduotanoe Ion 

No. 1 9,677,000 1,436,430 X 10" 

2 -2,838,190 421,000 X 10* 

3 835,660 123,960 X 10* 

4 -4,155,100 616,340 X 10" 

Pr/r 3,519,370 PJg 2,596,730 X 10« 

Pr 967,870 Pg 389,510 watts 



P' - Pr+ Pa -1,367,380 
P = Po + P'^ = 7,357,380 

17 - Eff. « ^ « 0.81551 



watts 
watts 



The above agrees with the value of maximum efficiency given 
in Table XXVIII as obtained from the efficiency equation (26). 

If we compute the resistance loss by the square of the load 
current times the total line resistance, 1,310,000 watts is the 
result. The square of the load voltage times the total line con- 
ductance gives 317,000 watts. The error in the approximation by 
this method is considerable. 

147. Separate Losses at No Load. — Under no-load conditions, 
Po » 0, and Pq^ » 0. Equations (61) and (62) then become very 
simple. 
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Short Circuit 
r/sinh2al . sin2/3Z\ ., 

g/ 8inh2cJ __ aiD2g 



-'JuV. 



Open Circuit 

siii2j82 



nl r/sinh2aZ sm2j8Z\ 1 ' 



]_ g / sinh 2 od 
4.0" 4V « 



+ 



am2 /3 



-)e,«. 



(63) 



(64) 



Series expansions for the above formulsB may be easily obtained, 
but no advantage would be gained — the above forms lending 
themselves admirably to the requirements of the computer. 



CHAPTER XI 

VOLTAGE REGULATION 

Case I. Both Components of Load Become Zero 

Simultaneously 



148. Preliminary Developments. — Since most power genera- 
tion takes place under practically constant voltage conditions, 
and further, since the major portion of electrical apparatus requires 
essentially a constant voltage, regard must be taken of the fluctua- 
tions of the load-end e.m.f . of a Une when the load varies in magni- 
tude. Adjustment as well as regulation of load-end voltage is 
often accompHshed by means of over or imder excited synchronous 
motors, which thereby consume large currents in quadrature with 
the impressed e.m.f. It becomes necessary, then, to be able to 
predetermine the magnitudes of such currents required to produce 
the desired effect. 

For any given receiver load, the voltage regulation of a trans- 
mission Une is defined as, 

T» t ^. Rise in voltage from load to no load ,,v 

^«^*^°° = Ix>ad voltage ^^^ 

the generator e.m.f. being maintained constant throughout the 
change. 

At a given load Jo, and load-end voltage Eo, the generator 
voltage is 

E^EoCO&hVl + IoUmihVl, 

and if this generator e.m.f • be maintained constant while the load, 
and therefore Jo, is reduced to zero, the new value of load-end 
voltage becomes, by equation (8), Chapter IX, 

Eo' = Bsech Vl='Eo + JoC/tanh VI. (2) 

This equation may be written, 

J5o = Bo'- JoC/tanhTZ, 
237 
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a form which could have been written immediately from a gen- 
eralization discussed in a following section. 
The difference between the two load-end voltages is 

E^' - ^0 = hU tanh VI. (3) 

149. Scalar Values. — This difference divided by E^ does not 
give the regulation as defined in equation (1), for the definition 
is based upon the scalar values of the electromotive forces under 
the two conditions, while in (3) a vector difference is obtained. 
Using equation (3) in (1) would yield a complex expression, or 
value, for the regulation. The numerical value of this complex 
result would, in general, be greater tiian the true regulation, since 
the scalar value of the vector difference between two quantities 
is greater than the difference between the scalar values of the 
quantities themselves (unless the two quantities are in phase, 
when the results coincide). The expressions for line regulation 
must, then, be based upon scalar values. 

180. Introduction of General Form of Equations. — The 
transmission line equations appear in the form, see equation (31), 
Chapter VI, 

S = ilEo + B7o, S=(ai-|-ia.)Eo+(&i+i6»)/o, 
/ = AJo + C^o, / = (ai+io.) Jo + (ciH-iP2)^o, 



il«coshFZ, B=I/sinhyZ, C = ^sinhyZ. 
Under no load, 



(4) 



E ^ ^ 

Eo' = 1 — : — , €o^ s» > , i «= -•• (5) 

But E = AEo + B/o, so that if 

Eo^e'+ je", and h = t' + ii", 

66*= ^ (6) 

By squaring, as indicated, and subtracting eo* « e'* -f- e"*, 

eo" - 66* - -4 [6iV* + W"^ + biH"^ + biH"* 
or 

+ 2 (-oioje'e" + oAc't' - a,6,e't" - aJhe^'i' 

+ ai)^'i" - hM'i" + OiO^f^' + ai6ie"t" 

+ oi6,e'V + aihffi" + aMi' + biW't'Ol. (7) 
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Combinmg tenns, and replacing by equivalents (see sections 122 
and 123), 

«b'* - eb» - ^ j Wi» + 2 (flibi + oA) Po + 2 (ajbi - aib,) P,^} . (8) 

Referring again to the form, of notation described in Chapter % 
Xy section 122, where products of the form UiVi + v^ are written 
U • V, and products of the form Uiv% — 1x2^1 are written U X V, 
a simplification in the equations may be made. 

Thus, equation (8) becomes 

eb'»-eo» = ^}fcW + 2il.BPo-2A X BPo^. (8a) 

161. Reactive Volt-Amperes Required at Load for Zero Regu- 
lation. — The above equation gives the difference between the 
square of the scalar value of the no-load voltage, eo'^, and the square 
of the scalar value of the load voltage, eo*. If it is desired to so 
operate the system that the regulation as defined in equation (1) 
be zero, the amount of reactive power, or volt-amperes, Po^, 
required to attain such a condition may be determined from equa- 
tion (8) by placing eb'* — Cb* = 0. The voltage at no load, will 
then coincide with the load voltage, numerically, io' may be 
eliminated from the equation by the relation 

6610 = Vp^TP?, U? - ^^-^TT^' (9) 

eb 

Making this substitution, and solving the resulting quadratic 
inPo', 



Po' = ^|ai6«-a,6i 



\/(ai6,-at6i)«- 5[§^o*+2 (ai&i+aA)Po] \ (10) 



or in simphfied form 



Po'-§*|ilXBd=v/(AxB)«-^,[^Po*+2A.J?Po]j. (10a) 
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In the above equation, 

ai » cosh od cos fil, a% » sinh ci sin fily 
&i = Ui sinh oZ cos fil^ u% cosh al sin /Si, 
bs ~ Ui cosh aZ sin /3Z + Ui sinh oil cos /SI, 
6« = fci« + V. 



(11) 



From these values, the combinations which enter in the equation 
for Pq^ may be written. Thus, 

A'B = ajb\ + Oi&s = U\ cosh aZ sinh al — u% cos /3l sin fil, 
A X B = aJh — Offci = Us cosh aZ sinh al + Wi cos jSZ sin 01, (12) 

6« = M»(sinh«aZ + sin«/8Z). 

In computing, values of the combinations only as given by the 
above formuls need be determined, and the labor involved is no 
greater than that required to determine ai, os, &i, bs, and V sepa- 
rately. 

As may, at times, be found desirable, equation (10) can be 
expressed in terms of the components of current in phase with and 
in quadrature with the load voltage eo. Thus, 



to' = in phase, or power, component = — , 
to' = quadrature component = — • 



(13) 



As seen from an inspection of equation (10), two values of P©' 
or of V are obtained for which zero regulation is seciu^. For 
power loads greater than a certain definite amount, depending 
upon the line properties and the load voltage eo, the quantity 
within the radical becomes negative, and therefore Po' and V 
become imaginary, which means physically that, under such con- 
ditions of line and load, it is impossible to secure zero voltage 
regulation by adding quadrature components of current to the 
load. 

162. Conditions for Minimum Voltage Regulation. — Al- 
though under such cases as above it is impossible to secure zero 
regulation, the quadrature component of the load current may be 
so adjusted as to secure a minimum voltage regulation. The 
substitution of (9) in (8) gives 



€o'« - eo» = ~, l^^S + 2^ .BPo + b^^ - 2 A X BPo'l , 



(14) 
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from which the change in voltage may readily be computed. To 
make this change, and therefore the voltage regulation, a minimum, 
differentiate with respect to P©' and solve for Po' after equating 
the first derivative to zero. 



djeo 
dPi 



w^=T.K.^''-2^><4 (i«> 



Solving the above, after equating to zero, 

'Jn«..min." ¥ ^ ^ 2 w« (sinh* al + sin« /SZ) ^' 
. n _ AxB _ tX2 8inh2aZ + Uisin2/8l 

*^ Jn«.-min. ■" 6» ^ " 2 w« (sinh* aZ + sin« /Si) ^• 



(16) 



For power loads below the critical value above which zero regula- 
tion cannot be secured, the value of Po' determined by the above 
formula will give a negative regulation — that is, the load voltage 
will be greater than the no-load voltage. 

163. Conditions for any Voltage Regulation. — If we so 
desire, the quadrature component of load current may be so 
adjusted as to give any arbitrarily selected value to the voltage 
regulation. Let it be required to determine Po' to give a specified 
regulation, R. Then, tf eo = load voltage and eo «= no-load 
voltage, 

^^eolpeo eo' = (l + fi)eo. (17) 

The left hand member of (14) becomes 

eo'«-eo2= (2fl + iP)eo*. (18) 

Introducing this value, and solving the quadratic in Po^, 

=fc \{AXBY- ~r^Po«+2 A . BPo-a»(2fl+/i?)eo*] V (!») 

This equation, like (10), may give imaginary values of P©'. With 
given line properties and load voltage eo, real values of Po' will be 
secured through a greater range in Po as independent variable 
when finite positive values of R are substituted in (19) than could 
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be obtained from (10). This should be obvious — it really 
amounts to saying that a larger amount of power can be trans- 
mitted with poor voltage regulation than with good. Again, two 
values of Po', for which the regulation has its specified value, are 
obtained from the equation. 

164. Solutions in Terms of Load Admittance. — If the load 
admittance Yo is given by 

Yo — go+ jbof then P© = eo^fifo, and Po' = €b^6o. (20) 

It is often desirable to set up a solution in terms of bo and ^o rather 
than in terms of eo, Po, and Po^' for then the solution is independent 
of the actiial voltage employed and of the power transmitted. 
Substituting (20) in (19), 

6o=^{AxBd=V(^XB)«-6*[6*(7o*+2A-JB(7o~a*(2fi+2P)]}.(21) 

Placing /2 » 0, we get the special case given by equation (10), 
6ol - ^ {A X B d= V{A X By - 6V - 26«il .S(7o}. (22) 

The above values of ^o and &o obtain under load, and must then 
become zero simultaneously, according to the bases for the develop- 
ment of the above equations. With constant generator voltage 
and a variable load Po, a variation of Po^ according to equation 
(10) will maintain constant load voltage — Po' disappearing 
simultaneously with Po, but not being proportional thereto for 
intermediate loads. 

166. Numerical Illustration. — As illustration, consider again 
the 400 mile, 60 cycle, power line described in Table XXVI. 
Using the line constants given in the various foregoing tables, 
equation (21) becomes numerically. 



10'6o=2.1141±V4.4693-10«go*-2132.4go+5.6067(2fi+iP).(23) 

From this equation the values of bo given in the following table 
were obtained. Both values of bo corresponding to particular 
values of R and ^o are tabulated. Positive bo indicates a con- 
densive Grading) load, and negative bo an inductive (lagging) load 
component. 
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TABLE XXXIII 

Values or &o » Load Susckftance Required to qivb a Regulation R with 
A Load Conductance g^, when Both qq and bo Become Zebo at No 
Load. R Defined bt Equation (1), &o X 10* Tabulated 



J2\ 





0.0002 


0.0004 


0.0006 


0.0008 


0.0010 


0.0012 


d.oou 


0.0016 


0.0018 





4.238 



4.116 
0.113 


8.973 
0.266 


8.796 
0.482 


3.671 
0.667 


8.270 
0.968 


2.800 
1.428 


Imag. 
Ixnag. 


Imac. 
Ixnag. 


Imag* 
Imag. 


0.04 


4.884 
-0.106 


4.226 
0.002 


4.002 
0.136 


8.027 
0.801 


3.721 
0.606 


8.464 

0.776 


8.077 
1.161 


Ixnag. 
Imac. 


Imag. 
Ixnag. 


Imag. 
Ixnag. 


0.08 


4.488 
-0.210 


4.886 
-0.108 


4.200 
0.019 


4.064 
0.174 


8.862 
0.866 


3.621 
0.608 


8.299 
0.930 


2.790 
1.488 




Imag. 
Imag. 


0.12 


4.642 
-0.814 


4.444 

-0.216 


4.324 
-0.006 


4.177 
0.061 


8.998 
0.230 


3.776 
0.462 


8.491 
0.737 


3.060 
1.139 


Imag. 
Ixnag. 


Imag. 
Imag. 


0.16 


4.646 
-0.417 


4.661 
-0.828 


4.486 
-0.208 


4.298 
-0.060 


4.129 
0.009 


8.924 
0.805 


8.666 

0.662 


3.828 
0.906 


2.774 
1.466 


Imac. 
Imag. 


0.30 


4.748 
-0.630 


4.668 

-0.430 


4.648 
-0.820 


4.416 
-0.187 


4.266 
-0.028 


4.064 
0.164 


8.888 
0.400 


3.626 
0.708 


8.096 
1.182 


Imag. 
Imac. 



In Fig. 73 the values of bo given in the foregoing table are plotted 
as functions of ^o- Multiplication of ^o and bo by eo* gives Po and 
Po', respectively. For example, if e^ = 80,000 volts, and a load of 
7680 kilowatts is to be supplied, ^o ^ 0.0012, and for a regulation 
of 8 per cent = 0.08, from the tabular data or curves, bo = 0.003299 , 
or 0.000930. Po' then is 21,130 or 6950 kilovolt-amperes. The 
smaller is the only practical value to use, so the final load power- 
factor is 

cos ^ = P.F. = cos tan"^ =^q^ = 0.79, leading. 

166. Nature of Curves Relating go and bo* — The curves in 
Fig. 73 are ellipses, with their common center displaced to the 

left of the Y axis, and above the X axis by an amount -^ ^ 



AXB 



The standard form for the equation of an ellipse may 



be derived easily from equation (21) by placing A X B in the left 
hand member and then squaring. Proceeding in this way, we 
obtain as the final form, 

[»+^J+[6.-^J-g(i+w m 
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The curves in Fig. 73 plotted from equation (24) are ellipses with 
uneqiial axes only because the scales used in plotting ^o and bo are 
different. For equal scales, the curves become concentric circles, 
for (24) is the equation of a circle whose radius is 



a 



T>«j- »* /I I r>\ scalar value of cosh yZ ,^ , r»\ /oe\ 
Radius = ^ (1 + JZ) = 3ealar value of t/Binh VI ^^ + ^>- ^^^ 
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Fig. 73. — Load Susceptanoe (^ Required to Give a Regulation R 



The coordinates of the center of the system of circles, with refer- 
ence to the origin for ^o and bo, are 



_ A • B fli&i + flA 1 Ui sinh 2 aZ -- tig sin 2 ffZ 

6* " 6* ■" 2 u2(sinh2aZ + sin«/8Z) ' 



and 



A X B aJh — Offci 1 ih sinh 2 aZ + Wi sin 2 j8Z 



V 



V 



2 u» (sinh* aZ + sin« /30 



(26) 
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167. Geometrical Construction of Curves. — From the in- 
formation in equations (25) and (26), the entire system of curves 
may be drawn very quickly with the aid of a compass. First, 
locate the common center of the circles with respect to the origin 
of coordinates, and then draw in the circles with radii determined 
by equation (25), according to the values of regulation, 22, desired. 
For any given load, go and boy the regulation may be ascertained 
from the chart by measuring the distance from the center of the 
system of circles to the point determined by go and bo. This 

length divided by t gives (1 + ft), and thus R. For the par- 
ticular problem in hand, the coordinates of the center of the circles 
are, by (26), 

-0.0010661 and +0.0021141. 

By (25), for the radii of the circles we have 

Radius = 0.0023677 (1 + «) 

= distance from center of circles to origin +0.0023677 R. 

Figure 74 shows the family of circles drawn according to the 
above data. Reading from the center outwards, the curves are 
for 0, 0.04, 0.08, 0.12, 0.16, 0.20, and 0.24, values of regulation R. 
The curves are not numbered, for to do so would crowd the dia- 
gram unduly. The data from this set of curves should dupUcate 
that given in Table XXXIII and plotted in Fig. 73. 

The power-factor angle of the load may be found graphically 
from the chart by taking the angle between the go axis and the 
line joining the point (go, bo) with the origin. Obviously, the scale 
of the diagram may be so changed as to read in amperes, or in 
kilowatts and kilovolt-amperes, for any particular value of eo. 
Attention may here be called to the fact that this method of curve 
construction does not apply to transmission line problems only, 
but to any system for which linear equations of the form 

E = AEo + Bio 

apply. Since the general electric circuit is represented by such 
an equation, the scheme applies thereto. Analytically, then, 
electric circuits are different only in the manner in which, the 
coefficients A and B are different, in the above type form of 
equation. As before pointed out, the solution for an electrical 
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system amounts to the determination of these constants. It is to 
be noted in equation (25) that the coefficient of (1 + A) is the 
reciprocal of the scalar value of the short-circuit impedance. 
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Fig. 74. — Graphical Method for Plottmg the Curves Relating 

0^0 and &Q for Any Value of iS. 



158. Relations between Vector Diagrams and Foregoing 
Curves. — The vector diagram from which data may be taken 
for the plotting of such curves as Fig. 73 or Fig. 74 is of interest, 
since it brings out in a clear manner the significance of the graphical 
construction just described. Fig. 75 is this vector diagram. 

If €b = load voltage, eo' = (1 + B) «6 = receiver voltage at no 
load, with regulation R. Since the scalar value of e (at the 
generator) remains constant, and 

e = oco' = a (1 + /Z) eo, 

we see that the scalar value of 6 to produce a regulation R must be 
given by the above, equation. That is, under load, the end of the 
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vector E must lie on a circle drawn about the origin with a radius 
a (1 + i2) eg. In Fig. 75, the vector AEa is shown, with the family 
of circles for different values of R. 

To the vector AEi^ are added values of BgoEo, for various values 
(^ go, thus completing the vectorial representation of the equation 

E = AEa + Bh, 
for values of It, ^ {goEoi in phase with the load e.m.f . This vector 
addition gives the points spaced along the line AEqM, correspood- ~ 



Fia. 76. — Vector Dugraro for Regulation Calculations. See Fig. 74. 

ing to different values of go- A wattless component of load current 
jbtEt requires the addition of another vector jBboEo to the vector 
from the origin to the point on the line AE^M, located as described. 
jBbtEa is at right angles to Bg^Eo, and therefore to the line AEoM. 
Drawing a line through the point on AEqM which corresponds to 
some particular value of g^, we determine the numerical value of 
the quantity BboEt required to give a regulation R by the per- 
pendicular distance from the line AEtM to the ntersections of 
the new line with the proper circle. These perpendicular distances 
are the intercepts on the new Une, NQ, between the line AE^M 
and the intersections of NQ with the circles. These intercepts 
divided by bet 8?ve the required values of bo. In the diagram, 
a number of lines parallel to NQ are drawn, each one corresponding 
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to a particular value of go. By drawing the diagram to beo times 
the voltage scale, distances along the hne AEoM represent ^o 
directly, and distances along the line NQ represent 6©. The 
mechanical construction of the curves in Fig. 74 is accomplished 
by this method. If the above mentioned scale is used, distances 
along AEqM correspond to distances along the ^o axis in Fig. 74. 
The point AEo in Fig. 75 is the origin in Fig. 74, and distances 
along the lines NQ correspond to distances along the bo axis. The 
bo axis itself is represented by the line parallel to NQ drawn 
through the point AEo. The origin in Fig. 75 corresponds to the 
center of the circles in Fig. 74. 

If coordinate paper is used in drawing the curves, as in Fig. 74, 
the desired data is immediately obtained, without the necessity 
of actually constructing the vector diagram, Fig. 75. 

159. General. — In the above developments it has been 
assumed that the real power Po and the wattless volt-amperes 
Po' both become zero at no load, in determining the rise in voltage 
at the receiving end from load to no-load conditions. When such 
is the case, Po' may, as has been shown, be so adjusted as to give 
zero voltage regulation, according to the definition in (1). If the 
reactive volt-amperes, Po', are consumed by a separate machine, 
or machines, it may happen that Po and Po'" would not both become 
zero, but only the real power. Und6r such conditions, a different 
value of Po' is required to give a specified voltage regulation. If 
we assume that Po' remains constant while the real power, Po, 
becomes zero, a value of Po' can be determined for which the 
regulation will have a certain specified value. Actually, Po' is 
made up of two parts, one of which arises from the reactive volt- 
amperes provided to the load proper, and which, therefore, be- 
comes zero simultaneously with Po, and the other which consists 
of the wattless volt-amperes suppUed to whatever voltage regulat- 
ing device (as a synchronous condenser) is permanently connected 
to the load end of the Une, and which, therefore, does not become 
zero simultaneously with Po. If we consider the power required 
to drive the synchronous condenser, the situation becomes still 
more complicated. When such a condenser is used to consimie a 
wattless component of current, a condition of constant reactive 
volt-amperes consumed thereby is not secured, for on removing 
the load, the voltage rises, and on account of this increased voltage, 
the S3aichronous condenser will consume a smaller wattless com- 
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ponent of current, if leading, and a larger wattless component, if 
lagging. The portion of Po^ supplied to the sjmchronous condenser 
is not constant with varying voltage; neither is the wattless com- 
ponent of current consumed thereby, nor the equivalent suscept- 
ance representing the same. To express, analytically, the per- 
formance characteristics of such synchronous condensers, and to 
incorporate these expressions in solutions for line regulation, is 
scarcely practicable, but in the following, a number of solutions, 
based upon different assumed load-end conditions, are given. 

Case I, for Po and Pq^' disappearing simultaneously, has just 
been given. 

Case n. Total Load-end Susceptance Constant «« 

160. Load-end Voltages in Terms of Load-end Admittances. 

— Here we assume that the total load-end susceptance, 60, 

remains constant while the load-end conductance, go, becomes zero 

at no load. 

Let 

Yo — go+ jbo = admittance under load. 

Fo'= + jbo = admittance at no load. 



(27) 



By equation (20), Chapter II, in general, for generator voltage E, 

-^^ = ayshVl+YoUsinhVl = ^°^ ^°^*^' ^^S) 

and since 

cosh VI = ai + jOf and C/sinh FI = 61 +jbi, 

we haye, under load, 

E 



Eo = 



ai + jOi + (fifo + jbo) (61 + jbi) 

and at no load {go ~ 0), 

E 



Eo'^ 



ai + joi + jbo (61 + jbi) 



(29) 



Let R = voltage regulation, with constant generator voltage, e. 
Then eo' = (1 + R) eo, and by substituting (29), 

^ c* (l + i2)*e* 



(ai - fto6.)»+ (a» + 6o6i)» (oi + ffo6i - W)»)»+ (a, + go6» + W>i)* 
= (l+fl)*6o*. (30) 
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Clearing of fractions, combining terms, and substituting: 

ai^ + af-a* and 6i* + V = &*, 
we obtain 

- 6* (2i2 + iP) W + 2 (2i2 + iP) (a,6, - aJh) h 

+ 2 (oi6i + aJbt)go + 6»»o* - a* (2 fl + iP) « 0, 

or, when written in simplified notation, 

-6*(2fi + iP)W + 2(2fl + 7P)A XB6, 

+ 2i4.Bgo + 6*«fo*-o*(2B + B*) -0. (31) 

161. Constant Susceptance Required for a Given Regulation. 

— For convenience in writing, let 

2iZ + fi*-m, 7» + 1 =■ (1 + fi)». (32) 

Then, by solving (31) for bo, and combining terms. 



bo = ^A X B±y/(^ X B)»- a«6» + 2^6»go + ^tfo*j. (33) 

In equation (33) the constant term within the radical is 

(AxB)*-oV= -(A'B)* 

and therefore, equation (33) reduces to 



h = ^\AxB±)J^ib^go + A'B)*- (l +^) (A .fi)«j. (34) 

162. Real and Imaginary Solutions. — In order that bo be 
real, the quantity within the radical must be positive, 

^ (6*ffo + A . fi)» s (l + ^) (A . B)*, (36) 

. (yg. + A.B)« 
*" ■•" ^ ^ — (A . B)» — ' ^^^ 

from which, by (32), 

(1 + R)* s (l + ^J' (87) 
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Thus, for a real bo with a positive R, 



5s 
5 fi 5 J7g ^0, (a) 



and for a real bo with a negative R, 



-25fig-2-^f7o. (b) 



(38) 



No real value of bo can be found for a value of R which does not 
He within the above limits. In other words, for a given value of 
Qof values of R not included within the above Umits cannot be 
produced -by shunting ^0 with a constant susceptance, bo* It is 
obvious from equation (33) that, for a finite ^o and /2 = 0, bo 
becomes infinite. Under no condition, then, can zero voltage 
regulation be secured by such means, though as low a regulation as 
desired may be secm*ed by the use of a condenser (or inductance, 
depending on the algebraic sign ol bo taken from curves similar to 
Fig. 76) of sufficient size. These facts are emphasized, because 
in a recent engineering publication a method, based on incorrect 
ideas, was given for the determination of the constant value of 
Po^ to give zero regulation. Constant Po' with zero voltage regu- 
lation implies a constant bo, and according to the above, such a 
solution is impossible. 

163. Numerical Illustration. — Before further development 
from equation (34), let us see the form of curves resulting there- 
from, when applied to the numerical example just considered. 
Table XXXIV, below, gives values of bo computed from (34), 
which, for the Une constants used, becomes 



10» bo = 2.1141± y ^ (IV go + 1.06610)« - 1.13667(l + i) . (39) 
Both values of b resulting therefrom are tabulated. 
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TABLE XXXIV 

Values of ho — Load Susceftange Required to give a Regulation R with 
A Load Conductance, g^, when (^o — at No Load and &o Remains Con- 
' stant. R as Defined by Equation (1). 6oX 10* Tabulated 




0.04 



0.08 



0.12 



0.'16 



0.20 



0.24 



0.28 



0.0002 



ltd. 

-0.0269 

4.2641 

0.8232 
3.4060 

1.2703 
2.0489 

1.0526 
2.5767 

Imag. 



Imag. 



Imag. 



0.0004 



Inf. 

-1.2439 
5.4721 

-0.0602 
4.2884 

0.4274 
3.8008 

0.7746 
3.4536 

1.0346 
3.1036 

1.2495 
2.9787 

1.4433 
2.7849 



0.0006 



Inf. 

-2.2394 
6.4676 

-0.8380 
6.0662 

-0.1897 
4.4179 

0.2149 
4.0133 

0.6050 
3.7232 

0.7311 
3.4971 

0.9177 
8.3105 



0.0008 



Inf. 

-3.1405 
7.3687 

-1.4860 
5.7142 

-0.7292 
4.9574 

-0.2631 
4.4913 

0.0660 
4.1622 

0.3178 
3.9104 

0.6210 
3.7072 



0.0010 



Inf. 

-3.9890 
8.2172 

-2.0916 
6.3197 

-1.2288 
5.4670 

-0.7013 
4.9295 

-0.3317 
4.5690 

-0.0514 
4.2796 

0.1725 
4.0557 



0.0012 



Inf. 

-4.8044 
9.0326 

-2.6707 
6.8989 

-1.7045 
5.9327 

-1.1160 
6.3442 

-0.7057 
4.9339 

-0.3962 
4.6244 

-0.1502 
4.3784 



0.0014 



Inf. 

-6.6972 
9.8254 

-8.2320 
7.4602 

-2.1639 
6.3921 

-1.5152 
5.7434 

-1.0643 
6.2925 

-0.7252 
4.0534 

-0.4567 
4.6849 



0.0016 



Inf. 

-6.3737 
10.6019 

-3.7809 
8.0091 

-2.6128 
6.8410 

-1.9036 
6.1318 

-1.4122 
5.6404 

-1.0436 
5.2718 

-0.7524 
4.9806 



0.0018 



Inf. 

-7.1379 
11.3661 

-4.3202 
8.6484 

-3.0510 
7.2792 

-2.2841 
6.6123 

-1.7625 
5.9807 

-1.3541 
6.6823 

-1.0408 
5.2685 



0.0020 



Inf. 

-7.8936 
12.1218 

-4.8522 
0.0804 

-3.4849 
7.7131 

-2.6584 
6.8866 

-2.0867 
6.3140 

-1.6590 
5.8872 

-1.3224 
5.5506 



164. Nature of Curves. — Plotted, this data gives the family 
of curves shown in Fig. 76. The curves are hyperbolas which 
become narrower as R increases. The true shape of the curves is 
not apparent, since the flfo and &o scales are necessarily taken im- 
equal in order to make the curves readable. From equation (39), 
it is obvious that the displacement of the axis of the hyperbolas 
from the go axis is 2.114 X 10"*. While in the preceding case {qq 
and 6o disappearing simultaneously) the value 6o = 2.1141 X 10"* 
gives a minimum regulation as pointed out, in this case, where &o 
does not vanish at no load, an inspection of the curves shows that 
&o = 2.1141 X 10^* is the value which gives a maximum voltage 
regulation, with a given value of qq. The left-hand branches of 
these hyperbolas are not shown, since a negative value of ^o is 
meaningless. 



Rationalizing equation (34), 



(40) 
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This is the equation of an hyperbola whose center is at the point 

AxB 



A'B 



+ 



6* 



(41) 



and whose axis is the horizontal line through this point (go being 




Fio. 76. — Relation between gt and h» for Any Value of B when ht does not 
Vanish but Remains Constant at No Load. Elquation (39). 



plotted horizontally). The vertices of the different curves then 
lie on this line, and their go coordinates are 



R 



A'B 
6* 



(42) 



for the different values of R. This value may be obtained from 
equation (38) by using the equality sign, which thus gives ,the 
minimum value of g, for which a regulation £ may be obtained. 
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The asymptotes to the curves pass through the center (equation 

1 
41), with a slope . =, and their equation is, therefore, 

V 2 R + ip 

The substitution of negative values of R according to equation 
(38) in equation (39) will yield the same family of curves as shown 
in Fig. 76. The curve for R = —2.16, for example, is the same 
as that for R = +0.16, but such solutions are meaningless for a 
negative regulation numerically greater than 1 has no significance. 

166. Significance of the CoSrdinates of the Central Point. — 
In this problem, the center for the S3rstem of h3rperbolas coincides 
with the center for the system of circles in the foregoing case, and 
attention is again called to its location in terms of the short-circuit 
impedance of the line. The general equation on which these dis- 
cussions are based is 



E = AEo + Blof and if we make B = 0, we have 

(44) 



Eq b 
To "" ~I 



By Eo is meant the reatiUing terminal e.m.f. at the load end, so 
that if we consider an e.m.f. applied at the load end while the 
generator end is short circuited {E ^ 0), we have 

B _ apphed voltage at load end 
A " current produced at load end 

= short-circuit impedance measured at load end. (45) 

The reciprocal of this quantity is 

A _ ai+jot _ ai&i + aJh _ .a^t^—a^ _ A^B _ , A X B 
B'^bi+jbi'^ 6* ^ b^ ^ b" ^ V 

fY 
= y ^ coth VI = short-circuit admittance. (46) 

166. Mechanical Construction of Hyperbolas. — The two 
components of this short-circuit admittance are of opposite alge- 
braic sign to, but the same numerically as the two coordinates of 
the center of the curves in Figs. 74 and 76. Therefore, if the 
complex expression for this short-circuit admittance taken nega^ 
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» 

A pY 

lively, ■— ■» — ~ V "7 ^^^^ ^^^ ^ ^^^ off as a line on the curve 

sheets on which go and &o are to be plotted in the same manner as 
a vector is drawn in a vector diagram, the center of the curves is at 



6. 


Y/ 


-P^ 


{V 




« 


\ Ny 9^ 



FiQ. 77. — Graphical Construction of Curvee Shown in Fig. 76. 



the end of the line. The circles for the first case may then be 
drawn according to equation (25), while the hyperbolas which 
give the solution for this second case may be drawn easily by a 
graphical process. 
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Through the curve center, located as above, or by equation (41), 
draw the straight Unes which are the asymptotes of the hyperbola 
according to equation (43) for any particular value of R. In 
drawing these asymptotes, it is only necessary to locate one point 
on each line in addition to the center, C, and this is very easily 

done by using the known line slope, iji . . Accoimt 

must be taken, of course, of the difference in the ^o and bo scales. 
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Fig. 78. — Relation between 6o and R for Different Values of go Cross-plotted 
from Fig. 76. Reading from Axis of Curves Outward, for go ~ 0.2, 0.4, 0.6, 
0.8, 1.0, 1.2, 1.4, 1.6, 1.8, and 2.0 X 10"^ mhos. 

if such a difference exists. By equation (42), locate also the 
vertex of the h3rperbola. 

Fig. 77 shows the graphical construction of these curves, which, 
for convenience in reading data, should be drawn immediately 
upon cross section paper. is the origin of coordinates, deter- 
mined by the intersection of the go and bo axes. C is the curve 

center, at the end of the line representing the quantity —-^y the 

short-circuit admittance taken negatively. The point A being at 
the vertex of the hyperbola, the distance BA is R times the dis- 
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tance CB, according to equation (42). After having drawn the 
asymptotes and located the point A for any value of iZ in ques- 
tion, draw any line, QS, through the vertex A, and lay oflf the 
distance SP equal to AQ. The point P is then a point on the 
desired hyperbola. C!ontinue in this way until a suflScient num- 
ber of points are obtained through which to draw the desired 
curve. This graphical construction remains vahd even though the 
go and bo scales are unequal, provided the points C and A are prop- 
erly located, and the asymptotes drawn according to equation (43). 

The family of curves in Fig. 76 could have been drawn by the 
above method instead of from the numerical data derived by com- 
putation from equation (39) and given in Table XXXIV. If the 
accuracy of plotted curves is sufficient, results may be obtained 
very rapidly by the use of this graphical process. 

By replotting from Fig. 76, the ciurves shown in Fig. 78 are 
obtained. 



Case in. A Portion pnly of fhe Load-end Susceptance 

Constant 

167. Load-end Voltages. — This case is a continuation in 
more general form of Case II. Here, the total load end admittance 
is divided into two parts — the load proper consisting of ^o and bo'> 

which make up a load whose power-factor angle is 0o = tan"^— , 

and a constant load-end susceptance, &o> which does not disappear 
simultaneously with the load proper, and which represents ap- 
proximately a synchronous condenser. The voltage regulation 
under these conditions is determined by keeping the generator 
voltage, 6, constant in magnitude, as well as &o, and noting the 
variation in eb when go and W vanish. 
Following the same method as in Case II: 

Under'load, 7© = ^o +i (bo + boO> 

^" " ai +ia, + (g,+jb, + jW) (6i +^6.)' ^^^^ 

Under no-load conditions, Fo' = + j6o, the load-end voltage is 

E 
^•' " a»+ia, + (0+i6o)(6i+i6i) * ^^^^ 
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Ji R => voltage regulation, 

e,'*=(l + ie)*eo*= ^ 



(oi - W>»)* + (a, + bibo)* 



(ai + %o - W>o' - W>»)* + (a. + ftiffo + biV + bA)*' 



(49) 



Simplifying according to the method used with equations (30), 

(31), and (32), where 

m = 2R + IP, 

-mi^bo* + 2 [b%' + m (aA - ajbi)] 6, + Vg^* 

+ 2 (o,6i+aA)ffo+ W>o'* - 2 (oifr, - oA) V - »na* = 0, 
giving 

-»»6»6o* + 2 [6*V + mA X S] 6o + &*ffo* 

+ 2A.Bffo + W>D'*-2il xSV-»»o* = 0. (50) 

168. Constant Portion of Loa4-end Susceptance for Given 
Regulation. — Solving the above for 6o, the constant amount of 
load-end susceptance required to give a regulation R with a load 
of conductance go and susceptance W$ 

, W , AxB 



n 



m 



In equation (51), bo' is the susceptance of the load proper, and 
when in this expression W is zero, the solution for bo, the suscept- 
ance inserted for purposes of voltage control, corresponds with the 
solution given in equation (34) for bo under such a special condition. 

As it stands, equation (51) involves two independent variables, 
go and W, which specify the load conditions, and therefore it is 
impracticable to plot a sufficient number of ciurves to coVer all of 
the possibilities therein. 

If, in any particular case, the value of W is known for every value 
of ^0 (as, for example, with a load of constant power-factor, where 
W ~ go tan ^0)9 the labor involved in computing a set of data from 
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which to plot curves sunilar to those in Fig. 76 is not excessive. 
The condition of constant power-factor of load proper will be taken 
up later. 

169. Nature and Location of Curves. — Equation (51) assumes 
the form 

which is the equation of an hyperbola in the variables go and bo 
when W is constant. The co5rdinates of the center of the h3rper- 
bola are 

which are the same as given in equation (41) for a non-inductive 

load, with the exception of the amount ^ p , p^ , which, in this 

case, is added to the &o coordinate of the central point. Changing 
the value of bo' thus causes the centers of the curves to take dif- 
ferent positions along the perpendicular line passing through the 

end of the vector — •^. The displacement of the center from this 

point is 

The distance from the center to the vertex of the hyperbola is 



(l + B)V/(^*-2^' (55) 

and, as in the preceding case, the asymptotes to the curve have 
slopes 

=t , }- (56) 

V2i2 + iP 

170. Mechanical Construction of the Curves. — Equations 
(54), (55), and (56) enable the hyperbolas to be plotted by the 
convenient graphical construction for any fixed values of 22 and 
Wi though in this case the center of the curve changes its position 
with each change in the above quantities, according to equations 
(53) and (54). 
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Thp value of the radical in equation (55) may conveniently be 
found from the simple right-angled triangle relation. Draw two 
lines intersecting at right angles, and from their intersection lay off 

° =. along one of them, and with a radius * describe 
V2R + IP ^ 

an arc intersecting the other. The intercept is then the desired 

value of the radical. 

Fig. 79 shows the relations existing in the diagram giving &o as a 

function of qq, for fixed values of R and bo'. Having the asymptotes 



(rt^(aid-.5iJi^ 




1^ gl^T^•a^l>« ^ 

r* n *' 



I 

FiQ. 79. — Graphical Construction for Plotting the Hyperbolas Represented 

by Equations (51) and (52). 



and the vertex of the hyperbola as obtained by the construction 
indicated in this figure, the curve may be completed by the me- 
chanical process previously described, Fig. 77. 

In any given case, the most convenient procedure probably 
would be to plot on one curve sheet a number of such curves for 
' different values of 6o' = susceptance of load proper, but all for a 
fixed value of regulation R. For all of the ciurves, the asymptotes 
would then have equal slopes — the center and vertex only chang- 
ing with changes in W. By cross-plotting from a number of such 



CASE III 



261 



curve sheets, each of which is constructed for a different value of 
R, ahnost any desired information may be obtained. Fig. 80 
shows such a set of curves applying to the same transmission Une 
as treated by Fig. 76, for the particular case, R = 0.16. The 
hyperbolas for W = 0.0006, 0.0004, 0.000, -0.0004 and -0.0006 
are drawn. The curve for W = 0.000 is the same as that shown in 
Fig. 76 for R — 0.16, the difference in their appearance arising 
from a difference in the scales used in the two curves. 
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Fia. 80. — Relation between Qq and &o for IE = 0.16 and for Different Values 
of &o'. Locate the Different Curves by Their Axes, which are Numbered 
with the Corresponding Values of bo'. 



j^ 



171. Forms of Curves in Special Cases. ^- As is to be noted 
from Fig. 80, the hyperbolas have greater curvatures at their 
vertices for the larger numerical values of 6o'. By equation (56), 
when 



feo''= (2fl + 






(57) 
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the distance from the center to*the vertex of the hyperbola is zero, 
and therefore the curve reduces to two intersecting straight lines — 
the asymptotes. For this particular case, the &o coordinate of 
the center of the curve is 

^^-J=^. (58) 

from equation (53), and according to whether &o' is condensive or 
inductive the algebraic sign in (58) is positive or negative. 

For values of W greater than that indicated by equation (57) 
the right-hand member of equation (52) becomes negative, and 
the equation thereby represents hyperbolas whose major axes 
coincide with the line passing perpendicularly through the end of 

the vector — ^ . The centers of the h3rperbolas are located as 

before, according to equation (53), but the vertices, now falling 
upon the perpendicular line through the center, are at distances 



^'^^ \JW' - (2 fl + iP) (^)' (59) 



2R + IP 



from the central points. The right-hand sides of both branches of 
these h3rperbolas must be drawn in order to furnish complete in- 
formation by means of the double value of to secured for each value 
of goy while in the case of the hyperbolas whose major axes are 
horizontal, the double value of bo is secured from both sides of the 
right-hand branches. 

In the particular numerical problem previously used for illus- 

tration, where --g= -0.0010661+^0.0021141, by equation 

(57) the hyperbolas reduce to straight lines for 

fto' = ± 0.0010661 V2 ft + iP. 

Taking ft =. 0.16 as in Fig. 80, W = =t 0.000627 mho for such 
a condition. In Fig. 81 the curves for bo' = 0.000, 0.0004, 
0.000627, and 0.0010 are shown. 

172. Zero Voltage Regulation. — In this case — constant 
susceptance of load proper — a condition of zero voltage regula- 
tion can be secured as long as W has a finite value. The graphical 
process of plotting the curves cannot be applied for ft = because 
the centers of the curves fall at an infinite distance above the ^o 
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axis and the asymptotes have slopes of ± infinity. Introducing 
into equation (50) the condition that m = 2fi + /P = 0, and 
solving for W, 



, ] ^ AXB _W_ A*B go gp^ 
%-o 6* 2 6« V 26o" 



(60) 
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Fig. 81. — Relatioii between g^ and bo for 72 » 0.16 and Different Values 
of &o'. The Curves Become Straight lines for bo' » 0.000627. 



the equation of a parabola in g^ and 6o* Numerical data for curve 
plotting is so easily obtained from the above equation that graph- 
ical methods of construction need not be developed. For every 
real value of go as well as for every real value of hp a real solution 
for &o is obtained. No imaginary solutions, indicating impossible 
physical conditions, are to be obtained. 

In general, when negative values] of ft are considered, corre- 
sponding to a decrease in load-end voltage when the load proper 
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is removed, it is easily seen by equation (52) that the curve re- 
lating go and 60 is an ellipse — throughout certain ranges in the 
value of R, Being of lesser [importance, detailed development of 
this matter is not given here. 



Case IV. The Load Proper of Constant Power-Factor 

173. Equation Relating Constant Susceptance and Regula- 
tion. — Under this head is considered a load proper the two 
components of whose admittance are always in a constant ratio to 
each other. The power-factor angle of the load is then constant, 
and the problem is to determine the proper constant amount of 
additional susceptance at the load end to produce certain values 
of voltage regulation. 

Let 



00 = power-factor angle of load proper, counted positive 
for a leading load. 



k = tan 00 = — I W = kgo. 



(61) 



go and W are the two components of the load admittance. The 
above value of 6©' may be substituted directly in equation (50), 
giving 



(1 + fc2) go' + 2 kgJ>o - m6o* + 2 (^ - k ^^) 



go 



+ 2m^'^ 6b - m|J = 0. (62) 

■ 

174. Location of Curves. — (62) is a general equation of the 
second degree in go and bo as variables, and it therefore represents 
as a curve some conic section whose center is displaced from the 
origin of coordinates and whose axis is angularly displaced from 
the coordinate axes. 

From the coefficients of this equation and by the methods of 
analytical geometry we find that the major axis of the conic 
section or curve makes an angle, a, with the go axis (coimted 
counter clockwise) determined by 
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The center of the curve is displaced from the origin of coordinates 
by the amounts 



2fl + i? 



and 



(1 + 72)2*2 + 2ft + i? 52 
AxB k 



¥ 






(64) 



(l+ft)2&2 + 2ft + ft2 

along the ^o and bo axes, respectively. 

175. Nature of Curves. — The nature of the curve represent- 
ing equation (62) is determined as follows: 

< 0, an ellipse, 
(l + ft)«fc2 + 2ft + ft2 



= 0, a parabola, 
> 0, an hyperbola. 



(66) 



Since negative values of ft are seldom considered and since A; 
enters into these determining conditions only as k\ the left- 
hand member in the expression (65) is usually positive and greater 
than zero. The curve is then usually an hyperbola, and graphical 
methods of construction of the curve for this case only will be 
considered. To determine the slopes of the asymptotes to the 
hyperbola it is only necessary to determine the slopes of the curve 
represented by equation (62) at infinity. Since ^o and &o have 
infinite values at an infinite distance from the origin, tbe first 
powers of these variables as well as the constant term in the 
equation (62) may be neglected in comparison with their squares 
and product. 

Thus, as approximation at infinity. 



{l+k^)go^+2kgJbo-mbo*^0, go^+ 



2k 



1 + k* 



^ofto— 



m 



I + &2 



W=0. (66) 



Assimiing this equation to consist of the product of two linear 
factors, as 

{go + X60) {go + yh} = 0, | 

•17o^+(X + 7)l7o&o + X7W = 0, J 
and equating coefficients of like terms in equations (66) and (67), 

ifc + Vfc2 + m (1 + fc») 



X = 



7 = 



l + k" 

fe - Vfc' + m (1 + A:') 
1 + Jfc* 



(68) 
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From the two equations, 

^0 + Xbo = and ^0 + 7^0 = 0, 

and the relation, m ^ 2B + R^, the slopes of the asymptotes are 
determined as 

l+Jfc* 



Slopes of asymptotes = — 



ifc =b VA? + m (1 + Jk*) 
1+k^ 



(69) 



176. Mechanical Constraction. — Knowing, from equation 
(64), the position of the center of the curve and from equation 
(69) the slopes of the asymptotes, the hyperbola is completely 
determined if the position of one point on the curve is known. 
Two such points may be determined by placing &o = in equation 
(62) and solving for g^. 

Thus, for 60 = 0, 

^^Lo = (T+W w-g+^Ax^ 

±V{A'B-kA xB)* + m(l + *?)a*62}. (70) 

From the data in equations (63), (64), (69), and (70), the hyper- 
bola may be constructed by the graphical or mechanical process 
described in Fig. 77, and the labor involved is not excessive. 

In this connection it is well to note that the axis and asymptotes 
should be drawn first, for then it may be possible to determine by 
inspection whether the two points on the curve, as located by 
equation (70), will be suitably situated for an accurate continuation 
of the mechanical process of curve construction. If the two 
points so located should happen to fall very near to the asymp- 
totes (as compared with the distances from the points to the 
center) accurate construction by the previously described method 
is not readily obtained. In such cases, a value of bo equal approxi- 
mately to the ordinate of the center of the curves may be substi- 
tuted in equation (62) and the corresponding values of go deter- 
mined by solving the resulting quadratic equation. These points 
will generally fall near the vertices of the curves — the ideal 
condition as regards the accuracy of the graphical process of ciurve 
drawing. 
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177. Numerical niustration. — Figure 82 shows the hyperbola 
giving the relation between go and 6o for the numerical case under 
discusi^on, for the arbitrarily selected conditions; i2 = 0.16 and 
k s tan 00 — —0.75, which corresponds to a lagging load of 0.80 




FiQ. 82. — Load-end Susoeptanoe bb Required for a Regulation of 0.16 
at a Constant Power-Factor of Load of 0.80, Lagging. 

power-factor. The data from which the curves may be constructed 
are: 

Angle, a, between axis of curves and go axis = — 19.086 deg. 
Angles between asymptotes of curves and go axis, +40.969 deg. 

and -79.131 deg. 
Coordinates of center, -0.0003342 and +0.002839. 
go for 6o = 0, -0.0037268 and +0.0003327. 
go for bo = 0.00300, -0.0009578 and +0.0004437. 

In this particular case the positions of the points as determined 
f or &o s were not suitable for the process of graphical con- 
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stniction. The positions of the two points for 60 = 0.00300 were 
therefore computed, and the points so located used as a basis for 
further construction. 

The foregoing methods for the determination and construction 
of voltage regulation curves for transmission systems are merely 
illustrative of general methods which may be employed. In 
regard to the determination of the proper load-end susceptance 
to give specified values of regulation, a number of special condi- 
tions have been considered, but it is obviously impossible to take 
up individually the great number of such conditions which can 
arise. In a subsequent volume, dealing primarily with power 
transmission, a more complete discussion is contemplated. It is 
obvious that similar developments covering the transmission of 
power by means of constant, or nearly constant, current are 
possible. 



APPENDIX 

HTPERBOLIC FUNCTIONS 

A description of the h3rperbolic functions with their geometrical 
significance is not required in order to lead to a clear understanding 
of their use in the analytical expressions of the solutions of physical 
problems. For such purposes, the definitions 

coshx^ _- = l + ^ + _+ . . . , 



sinhx ^ x + -^ + ^ + 

^ , sinhx X* , 2x* , 



• • 



(1) 



usually suffice. Familiarity with the types of differential equa- 
tions whose solutions are expressible in terms of these functions 
is desirable. Fig. 83 shows the curves representing the h3rper- 
bolic fimctions of a real variable, and as is apparent from an- 
inspection of the series for these functions, their nature is essentially 
more simple than that of the trigonometric functions, since they 
are not periodic. 

An excellent working table o the natural values and logarithms 
of these fimctions is giyen by Becker and Van Orstrand in the 
''Smithsonian Mathematical Tables." The values are given to 
five decimal places. A collection of formulse relating to the 
hjrperbolic functions is also given by them, and on account of its 
usefulness it is, by the permission of the publishers, reproduced 
here in part. A very useful table of the hyperbolic fimctions of 
complex variables has recently been pubUshed by Professor A. E. 
Kennelly. It is particularly useful in the rapid determination of 
approximate solutions, but for very precise work, the double 
interpolations involved render its application cumbersome. 

As before stated, a five-place accuracy in the tabulated values 
of functions is sufficient for the majority of physical and engineer- 
ing calculations, but since a table of hyperbolic functions is not 
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used as frequently as tables of trigonometric functions or common 
logarithms, it appeared desirable to the writer to prepare and 
publish herewith a six-place table of the logarithms of h3rperboUc 
fimctions. They provide for the exceptional case which requires 
the degree of precision afforded by logarithmic computations to 
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Fig. 83. — The Hyperbolic FunctiooB of a Real Variable. 



six significant figures, and at the same time suffice, without an 
undue increase in the labor of interpolation, for five-place com- 
putations. 

The six-place tables which follow were taken from twelve- 
place tables which were computed by B. M. Woods and the 
writer, and which appear in the Engineering Series of Publications 
of the University of California. Tabulations of logiocoshx, 

sinh X X 

logio sinh X, logw tanh x, logw , and logw . i are given for 
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values of x from 0.000 to 2.000, which range is ample for the 

greater portion of engineering problems of the nature treated in 

this work. Tabular intervals of 0.001 in the argument and the 

sinh X X 

use of the quantities log and log , render interpolation 

easy in all portions of the table. 

sinh X X 

The quantities log and log - — r— are given for values of 

X from 0.000 to 0.500, and serve for the determination of log sinh x 
and log tanh x throughout this range where otherwise the inter- 
polations would be troublesome. Thus, given log x and x: 

sinhx 



and 



log sinh X = log X + log 



logtanhx = loga:-log^^. 



(2) 



Given log sinh x or log tanh x, interpolations by proportional 

sinh X X 

parts may be made for log and log 7 — r— , since the tabular 

differences for the latter quantities are small. Thus, 

ainhx 



and 



log a; = log sinh X — log 



log X = log tanh x + log 



tanhx 



(3) 



The method of use of the auxiUary tables is identical with that 
of the ''S and T'' tables used for the determination of the loga- 
rithms of the trigonometric sines and tangents of small angles. 

In the portion of the table from x = 0.500 to x = 2.000, the 
differences between successive values are tabulated, and it is to 
be noted that these differences are such that linear interpolations 
only are required. 
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Relationships Involving Hyperbolic and Allied Functions 

Reproduced by permission from the Smithsonian McUhemalical' Tables 

A. — Relations between Hyperbolic and Cibcxtlab 

Functions 

1. sinh ti = — t sin iu = tan gd u. 

2. cosh u = cos iu ^^ Becgd u, 

3. tanh t^ = — z tan iu = sin gd u. 

4. tanh \u ^ tan \ gd u. 

5. e** = (1 + sin gd u) -h cos gd u 

= [1 — cos (i T + ^d u)] -f- sin (i T + gd u) 
= tan {\t + \gd u). 

6. sinh iu = t sin u. 

7. cosh fu = cos u. 

8. tanh iu = i tan u. 

' 9. sinh (u zt iv) =* ± f sin (» =F fw) 

= sinh u cos viti cosh u sin v* 

10. cosh (w ± iv) = cos (v =Fiu) 

= cosh u cos v =i= t sinh u sin t;. 

11. cosh (miir) — cos mx. (m is an integer.) 

12. sinh (2 m + 1) i tx = t sin (2 m + 1) i IT. (m is an integer.) 

B. — Relations among the Hyperbolic Functions 

13. sinh w = i (e** — er^) = —sinh (— u) «= (csch u)"^ 

— 2 tanh iu -r- (1 — tanh^ iu) = tanhw -r- (1 —tanh* u)K 

14. cosh u ^ ^ {C* + e~^) = cosh (— w) = (sech m)~^ 

= (1 + tanh4u) -^ (l-tanh^u) = 1 -^(l-tanh*u)*. 

15. tanh u =^ (e'' - e-^) -f- (e« + e"^) = -tanh (-u) 

=s (coth u)"^ = sinh u -r- .cosh u = (1 — sech* u)K 

16. sech u = sech (— w) = (1 — tanh* u)*. 

17. cschu = —csch (— m) = (coth*w — 1)*. 

18. coth u = —coth (— w) = (csch* u + 1)*. 

19. cosh* u — sinh* u = 1. 

20. sinh J u = V^ (cosh u — 1). 

21. cosh J u = Vj (cosh u + 1). 

22. tanh i u = (cosh u — 1) -^ sinh u 

= sinhu-5-(l+coshu) = V(coshu— l)-J-(coshM+l). 
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23. sinh 2 u == 2 sinh ii cosh w = 2 tanh w -> (1 — tanh* u). 

24. cosh 2 w = cosh^ u + sintf w = 2 cosh^ w — 1 

= 1 + 2 8inh2 w = (1 + tanh* u) 4- (1 - tanh* w). 

25. tanh 2 w = 2 tanh u 4- (1 + tanh* w). 

26. sinh 3 u = 3 sinh u + 4 sinh' u. 

27. cosh 3 u = 4 cosh' w — 3 cosh u. 

28. tanh 3 m = (3 tanh u + tanh' w) -i- (1 + 3 tanh* w). 

29. sinh nu = 

,1 . 1 . (n) (n— 1) (n— 2) , , . ,, 

ncosh'*""^wsinhw+ ^ — ^^ ^^-^ cosh""* m sinh' w+ • • • • 

6 

30. cosh nu — cosh** u -\ ^^-^ cosh"-* u sinh* u + • • • . 

31. sinh u + sinh t; = 2 sinh J (u + v) cosh i (m — v). 

32. sinh u — sinh t; = 2 cosh ^ {u + v) sinh i (w — v). 

33. cosh u + cosh t; = 2 cosh i (w + v) cosh i (w — v). 

34. cosh u — cosh v = 2 sinh J (m + ») sinh i (u — v). 

35. sinh m + cosh m = (1 + tanh J m) -5- (1 — tanh J u). 

36. (sinh u + cosh m)" = cosh nu + sinh nw. 

37. tanh u + tanh t; = sinh {u + v) -^ cosh m cosh v. 

38. tanh w — tanh v = sinh (m — r) -f- cosh m cosh v. 

39. coth u + coth v = sinh (u + v) -4- sinh u sinh v. 

40. coth u — coth t; = — sinh (u — v) -^ sinh u sinh tt 

41. sinh (uitv) = sinh u cosh t; ± cosh u sinh v. 

42. cosh (u zt v) — cosh u cosh v ± sinh m sinh v. 

43. tanh (u =b y) = (tanh u =t tanh v) ^ (1 liz tanh u tanh v). 

44. coth (u zkv) = (coth m coth t; ± 1) -5- (coth r ± coth u). 

45. sinh (m + t;) + sinh (u — v) = 2 sinh u cosh v. 

46. sinh (m + v) — sinh (w — v) = 2 cosh w sinh ». 

47. cosh (u + v) + cosh (m — v) = 2 cosh u cosh ». 

48. cosh (w + y) — cosh (w — v) = 2 sinh u sinh v. 

49. tanh i (u + v) = (sinh u + sinh v) -r- (cosh u + cosh v), 

50. tanh J (u — v) = (sinh u — sinh t;) -^ (cosh w + cosh v). 

51. coth i (w + t;) = (sinh u -j sinh t;) -r (cosh u — cosh v). 

52. coth J (w — v) = (sinh w + sinh v) -f- (cosh u — cosh r). 
-« tanh u + tanh t; _ sinh (u + y) 

tanh u — tanh v sinh (u — ») 

- . coth u + coth t; sinh (u + v) 

coth u — coth t; sinh (u — v) 

65. sinh (u + ») + cosh (u + r) = (cosh u + sinh u) (cosh t; + sinh v) . 
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56. sinh (u + v) sinh (m — v) = sinh* u — sinh* v 

= cosh* u — cosh* V. 

57. cosh (u + v) cosh (u — ») = cosh' w + sinh* v 

= sinh* u + cosh* v. 

58. sinh (mtV) = 0. (m is an integer.) 

59. cosh (mtV) — (— l)*. 

60. tanh (mix) = 0. 

61. sinh (u + mtV) = (— 1)* sinh u. 

62. cosh {u + mix) = (—!)"• cosh u. 

63. sinh (2 m + 1) i it = ±i. 

64. cosh (2 w + 1) i tV = 0. 

65. sinh [ -^ ± wj = t cosh w. 

66. coshf y db w) = ±i sinh u. 

67. tanh (w + ix) = tanh u. 



C. — Inverse Hyperbolic Functions 

68. sinh-i ^ « jog (^^ + V^^+i) = cosh-i \/t?+l = f — ^^• 

•/ (u* + l)* 

69. cosh-»u = log(u+Vu*-l) = sinh-i VuT^ = f ^^ , - 

70. tanh-iu = ilog(l + u)-ilog(l-w) = J'j-^^- 

71. coth-i w = ilog(l + u) - ilog(u - 1) =/j3^2 = tanh-i^. 

72. sech-iu=logfi+vV-l)= ~ f . "^^ oxi = cos^"'"' 

73. csch-iu=log(- + v/A + l)= - r ^ f"" , =sinh-^^> 

74. sin"* ti = — isinh"* iu = — ilog (iu + Vl — u*). 

75. COS"* u = — t cosh"* w = — i log (u + 1 Vl — w*). 

76. tan""i ^^ — — itanh"* iu = ;r-. log (1 + iu) — ^, log (1 — tu). 

77. cot"* u = t coth"* iu = ^ log (tu — 1) — 5-. log (tu + 1), 

78. sin~* tu = t sinh-* u = t log (u + Vl + u*). 
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79. COS""* iu = — t cosh"* iu =^ •^ — i log (w + Vl + u*). 

80. tan""* iu = i tanh"* u - ^ ^^8 (^ + ^) "" o ^^K 0- — ^*)- 

• • 

81. cot"* tu 5« — t coth"* w = — ^log(u+l) +^\og{u'- 1). 

82. ooBh-4(u + i) = 8inh-4(tt-^)=tanh-i^ 

= 2 tanh"* — r-r = log u. 
u+ 1 

83. tanh"* tan u = igd2u, 

84. tan"* tanh u = i flfd""* 2 u. 

85. C0Bh~*csc2ti = — 8inh~*cot2w = — tanh"*co82w = logtanu. 

86. tanh"* tan* ( J t + J u) = i log esc w. 

87. tanh"* tan* ^ u = ^ log sec u. 

88. cosh"* u it cosh"* v = cosh"* [liv ± V(u* -!)(!;*- 1)]. 

89. sinh"* u i sinh"* t; = sinh"* [u Vl + t;* ± v Vl + u«J. 



D. — Series 

90. «" = l+w + ^! + ^ + |i+ * * * • (ti^<oo. 

91. logu=(u-l)-i(u-l)* + i(u-l)«- .... (2>w>0. 

<»• "°«-4:-ii+i(m)'+K^)'+ • • •]■ <»>«• 

94. Iog(l + w) = u-iu« + i«»-itt«+ • • • . (u« < 1. 

96. log([^)=2[tt + |u» + gu» + iu»+ • • 1 (u»<l. 

97. sinhu = ^ + 3] + 1] + 7] + ' ' ' (u« < 00. 

98. co6hu-l+^+|j + ^H («»<«. 
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-hm^mhm 



99. 
100. 
101. 
102. 
103. 



1 
3 



tanh tt = tt — sw* + ^«* — 



2^ 
15 



315 



u^ + 



ttcothtt = 1 + g tt« - |g u*+ g^ K 



6 _ 



1 



u 



4 _ 



31 



gdu = ^ = u— 5U^ + 



_i- «» _ 



15,120 
61 



u^ + 



•. • 



6 " ' 24" 5040 



M» + 



104. 
. 105. 



• • • 



• • • 



106. 
107. 
108. 
109. 

110. 



(u» < »».: 

(tt» < »».; 

(u small.] 



T , 1 sech* tt 13 sech* u 
= __8echtt-^-^ _____ 

... 1 u^ , 1 3 u» 1 3 6 tt^ , 

8inh->tt = u-2-3+245-2i67 + 

-log/ui-22„t 244w«''"2466u« '*'• 

. , , - 11 13 1 135 1 

cosh~'w=log2«— s;r~i~o7T~:~o7cH~«~ ••• • 

22 u* 244 «* 2466u* 

tanh-* u = tt + s «* + ¥«* + 7"^+ • • • . 

u u Sir 6«* Iw 
. , , ,1 , 2 lu» 13u« 135u» 



(u large. 

(«< 
(u* < 1. 



i) 



(«*>i.: 

(u*>i.; 
(tt» < 1.; 
(u* > 1.; 



._. . . ,1 1 11 ,13 1 
each * tt= sum ' - = - — :; s— ; + 



135 1 

a tt 23u»^246tt» 2467«' 



„l 2, lt^_13t^ 135m^_ 
***^tt'^2 2 24 4 246 6 



(u* < 1.; 

-4. . . . 

. («^<i.: 



111. ^ = e«. 
du 



112. d 



log. « _ 1 
du tt 



E. — Dbrivatives 

da' 
du ' 
du" 



113. 



dv , 
a'.^.log.o. 



114. ^=tt-(H-l(«,u). 



1 
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--- dsinhu , ^^- dtanhu ,, 

115. — J = coshu. 117. — J = Bectfu. 

du au 

116. — J »smhu. 118. — T = — cscn^u. 

du du 

119. — 3 « — sechu. tanhu. 

du 

120. — J = — cschw. cothu« 

du 

-^^ dsinh"^w 1 -^c dsech"*u —1 

121. ; = — ===• 125. 



du Vu*+ 1 ' du ti Vl - u* 

-rto <^ cosh"* u 1 --.^ d csch-* w — 1 

i/ifi. ;; = , -• 140. 



du \/|^« — 1 ' du u y/u^ + 1 

-^ dtaiih~*u 1 -rt- dgdu , 

123. T = ; =• 127. -3 — = sechu. 

du 1 — u' du 

-^^ dcoth-*u 1 -rto dgd"*u 

124. J = :; 5- 128. -^ = secu. 

du 1 — u* du 



F. — Intbgrals. (Integration constants abb 

OMITTBD.) 

129. I sinh udu B coshu. 131. / tanh udu » log coshu. 

130. / cosh udu^ sinh u. 132. / ooth udu^ log sinh u. 

133. / sech udu = 2 tan-* e« = gd u. 

134. / csch udu^ log t&nh ^- 

135. I sinh* u du = - sinh"-* u. cosh u / sinh*"* u du 

« — r-r sinh*+* u cosh u r-r i sinh*"*^udu. 

n + 1 n+ U 

136. / cosh**udu = -sinhu. cosh*-* u H I cosh*"*udu 

J n n J 

= r-r sinh u cosh*+* u H r-7 I cosh*"*^ u du. 

I n+1 

137. / u sinh udu^ u cosh u — sinh u. 

138. / u cosh udu^u sinh u — cosh u. 



»+:-^/' 
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139 



. Tu^sinhudtt^ (w* + 2)co8hu — 2tisiiihu. 

140. Tu* sinh udtt = u" cosh u - nW"-^ sinh u 

+ w (n — 1) / u"~* sinh u dw. 

141. / sinh* w du «= i (sinh u cosh u — u). 

142. rsinh u. cosh w du = i cosh (2 u). 

143. Tcosh* wdw = i (sinh w cosh u + u). 

144. / tanh^ w du = u — tanhu. 
M5. Tcoth* udu = u — coth u. 

146. / sech* udu== tanh u. 

147. Tsech* udu=^ i sech u tanh u + igdw. 

148. Tcsch* w du = — coth ti. 
. I sinh-i wdu = usiiih-* u — (1 + u*)*. 
L / cosh-^ udu = ucosh-i u — (w* - 1)*. 

161. jtanh-i udu = ^ tanh-* u + i log (1 - vF). 

162. rusinh-iwdu=H(2w«4-l)8inh-iu-u(l + u«)i]. 

163. fucosh-i udu = J [(2u« - 1) cosh"* u - u (w* - 1)*]. 

164. r(co8ha+coshw)-Mu=2cscha. tanh-^tanhit*. tanh J a) 

= csch a [log cosh J (w + o) - logcoshi (w - a)]. 

166. / (cos a + cosh u)-* dw = 2 esc a. tan*"^ (tanh i w. tan i a). 

156. / (1 + cosa. coshw)"^du = 2csca. tanh-* (tanhju. tan^a). 



149 



160 
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157. I sinh ucoaudu — ^ (cosh u. cos u + sinh u. sin u). 
168. / cosh u. CO& u du =^ ^ (smh u. cos u + cosh u. sin u). 



159 



160 



. / sinh u. sin u du » ^ (cosh u. sin u — sinh u. cos u). 
I cosh u. sin u du » I (sinh ti. sin u — cosh u. cos ti), 
161. I sinh (mu) sinh (nu) du 

= -I i [m sinh (nu) cosh (mw) — n cosh (nw) sinh (mu)]. 



m* — n' 



162. I cosh (mu) sinh (nu) du 



166 



= —z 1 [m sinh (nu) sinh (mw) — n cosh (nu) cosh (mu)]. 

163. / cosh (mu) cosh (nu) du 

= — r i [m sinh (mu) cosh (nu) — n sinh (nu) cosh (mu)\ 

W' — fir 

164. / sinh u tanh udu = sinh u — gd u. 

165. / cosh u coth udu=^ cosh u + log tanh ^' 
j secudu = gd"* u. 

167. I&^4>d4>= r(l + tan«0)*dtan0=isec0tan0+Jgd-> 

= i tan0 (1 + tan*0)* + \ sinh"* (tan0). Here = gdu. 

168. f 7 « sinh * -• f r = sin^ — 

J (u« + a*)* « ^ (a* - w«)* « 

169. r_J!f-_ = coeh-i H. r_::*L^ =. cos- H. 
J (i4« - a«)* o •/ (a« - u»)* <» 

J (a* - u*)«<. a a J a^ + u^ a a 

171. r_I^ = 1 coth-t H. r_I*L^ 1 cot-» H. 
J (u* — o*)«>« a a J a^ + u* a a 

172. I i = - sech-* — I —1 == " s^ "• 



280 APPENDIX 

174. / ; r - —=. siubr^ -— r (a positive, ac>&*.) 

= -7= cosh"* J (a positive, ac< 6*.) 

= y cos * 1. (a negative.) 

i«K r du 1 . . au + b f ^MN 

{}f-M)^ (6*-ac)* Vcu + 6< (6* -oc)*./' 

(6*-ac)* (6»-ac)* Vou-j-b > (6» - ac)U 

176. r ^H ^=_2 ^j^_,^^^ 

J (a - u) (« - 6)* (o - 6)i V o - 6 



or — ^^ tan-i ^ ^, 



-2 

coth'^y _ . . (The real form is to be taken.) 



or r coth~' Vt > 

T 6 — a 



(a -6)* . 

177. r *i J 2 ^^_,^^^ 

./ (a - tt) (6 - tt)* (6 - o)^ V 6 - o 

2 

(6 - a)i 

or rtaii~'\/ r. (Therealformisto betaken.) 

(o - 6)i V o - 6 

178. r(u''-a»)*du = itt(u*-o«)*-^a*co8h-i^. 

179. Ac* - tt«)* du = ^ tt (o* - u*)* + i o* sin"' ^• 

180. /"(u* + a*)* du - i tt («» + o*)* + i a» 8inh-» ^. 

181. Cef^du = ^- 

182. U6«~ du = -5- (au - 1). 



APPENDIX 281 



a a J 



185. Cchdu-- ^ 



n-l 



J logo (logo)* Oogo)» 

n(n-l)(n-2) . . . 2>lo« 
^ (logo)«+i 

1R7 fa^du^ o» r 1 logo qogo)» 

"* J u» n-lL u— 1 (n-2)u"-* (n-2)(n-3)« 

_ J (logo)"-' Z' fl" du ] 

I ■ * ■ ■'"(n-2)(n-3) . . . 2.lJ u J* 

188. /5:|H.lo,. + .l„,.+ <iy2|f +<!y5|^'+ .... 

'«»• /rf? = ■« IT?- 

192. / -—-7 — 7T = — 7= [log (Va + bP^ - Vo) 

- log (Va+b^ + Va)]. 

./ (1 + w)* 1 + u 

194. re-iogudu.?^:^i5i»_ir!!:ii 

J a aj u 



du 



195. / logudw = ulogti — u. 

196. /««log«du = «- [^ - ^^J. 

197. / (log u)» dtt = u (log m)" — n I (log u)"-* du. 

198. ftt- Gog tt)» du = """"^ ^,'^,"^" ^ fu- Oog tt)--* dtt. 

J ^ o / m+1 m + lj 

199. fQoguy^ ^ Oog u)"+' 



n + 1 
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Qogtt)' . 



3-3! 



201. 



202 



203 



du 



(log u)"~* 
Wdu 



(logu)« (n - 1) (logu)''-! "^ n -^ 1 J 

(log u)» ^ (n - 1) (log u)"-! "*" n - 1 J ([og u)""* 
• r^^^ Jy dy, where y = - (m + l)logu. 

205 r ^^ = ?: 

J w (logu)* (n — 1) (log w)**"* 

206. f{a + 6m)"* log u du = 

6(;jr+i)r+^^^^^«^-"J^ — 5^ J 

207. jur log (a + 6m) du = 

i^[«-log(a + 6u)-6/f^] 



208./ 



m + 
log (g + 6m) du _ 
u 



6H_i/&«Y+l/M» 



loga.log» + ^-^(^J + |,(^)' 



-^^ / * logttdtt 1 r logu r du 1 

J(o + 6u)- 6(m-l)L (a + 6u)"-' J tt (o + 6u)— »J * 

211. Ho + 6u) log u <fu = 

212. rJ2««''» - 
J (a 



(o + 6u)' , a* log u 1 . , 

5-^y-logtt ^-au-^bu\ 



+ bu)i 



I [(logu - 2) V(a + 6tt) + Valog (Va + bu + Vo) 

- Valog (Va + bu - Va)], if o > 0, 
|[aogtt-2) V(o+6tt)+2A/^tan-> y/^±^ , if o < 0. 
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213. f"e--du = ^ = ^r/i). 
«/o 2 a 2a \2/ 

214. r«-e-dtt = r(ii±i)-4. 
Jo «^ o*"^^ 

215. f u^»e--'du=.^-«-^ — l^"-^)v/^. 
Jo 2*+^ a* V a 

217. re—Vudu^^s/-- 
Jo 2»i » n 

219. r^^^j-. 

Jo Sinn (nu) 2 n 

.„.«^ /*" udu 11^ 

220. I » w N =r-i' 
Jo Sinn (nu) 4 vr 

221. / sinb (mu) • sinh {nu) du- j cosh (mu) • cosh (nu) du 

= 0, if m is different from n. 

222. I cosh" (mu) du^ — I sinh* (mu) du = ^• 

223. I sinh (mu) du = 0. 

224. / cosh (mu) du - 0. 

225. I sinh (mu) cosh (nu) du » 0. 

226. I sinh (mu) cosh (mu) du « 0. 

227. rMjtd„._^. 

Jo 1 — u 6 

228. nMJLdu^-f^- 

Jo 1 + u 12 
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233l J (logw)*dw= (-l)".nl. 

236. r_*L-_v^. 

237. Jl^Molog Q'dM = y+t)»+" if»t + l>0,n + l>0. 
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TABLES OF LOGARITHMS OF HYPERBOLIC FUNCTIONS 



X 


logooshz 


lognnhz 


logtanhz 


, sinhz 


^tanhx 


0.000 


0.000000 


-Inf. 


-Inf. 


0.000 000 


0.000 000 


0.001 


0.000000 


7.000 000 


7.000 000 


0.000 000 


0.000 000 


0.002 


0.000 001 


7.301030 


7.301029 


0.000 000 


0.000 001 


0.003 


0.000 002 


7.477 122 


7.477 120 


0.000 001 


0.000 001 


0.004 


0.000 003 


7.602 061 


7.602 058 


0.000 001 


0.000 002 


0.005 


0.000 005 


7.698 972 


7.698 966 


0.000 002 


0.000 004 


0.006 


0.000 008 


7.778 154 


7.778146 


0.000 003 


0.000 005 


0.007 


0.000 011 


7.845 102 


7.845 091 


0.000 004 


0.000 007 


0.008 


0.000 014 


7.903 095 


7.903 081 


0.000 005 


0.000 009 


0.009 


0.000 018 


7.954 248 


7.954 231 


0.000 006 


0.000 012 


0.010 


0.000 022 


8.000 007 


7.999 986 


0.000 007 


0.000 014 


0.011 


0.000 026 


8.041401 


8.041 375 


0.000 009 


0.000 018 


0.012 


0.000 031 


8.079 192 


8.079 160 


0.000 010 


0.000 021 


0.013 


0.000 037 


8.113 956 


8.113 919 


0.000 012 


0.000 024 


0.014 


0.000 043 


8.146142 


8.146100 


0.000 014 


0.000 028 


0.015 


0.000 049 


8.176108 


8.176 059 


0.000 016 


0.000 033 


0.016 


0.000 056 


8.204 139 


8.204 083 


0.000 019 


0.000 037 


0.017 


0.000 063 


8.230 470 


8.230 407 


0.000 021 


0.000 042 


0.018 


0.000 070 


8.255 296 


8.255 226 


0.000 023 


0.000 047 


0.019 


0.000 078 


8.278 780 


8.278 701 


0.000 026 


0.000 052 


0.020 


0.000 087 


8.301059 . 


8.300 972 


0.000 029 


0.000 058 


0.021 


0.000 096 


8.322 251 


8.322 155 


0.000 032 


0.000 064 


0.022 


0.000 105 


8.342 458 


8.342 353 


0.000 035 


0.000 070 


0.023 


0.000 115 


8.361766 


8.361 651 


0.000 038 


0.000 077 


0.024 


0.000 125 


8.380 253 


8.380128 


0.000 042 


0.000 083 


0.025 


0.000 136 


8.397 985 


8.397 850 


0.000 045 


0.000 090 


0.026 


0.000 147 


8.415 022 


8.414 876 


0.000 049 


0.000 098 


0.027 


0.000 158 


8.431417 


8.431258 


0.000 053 


0.000106 


0.028 


0.000 170 


8.447 215 


8.447 045 


0.000 057 


0.000 113 


0.029 


0.000 183 


8.462 459 


8.462 276 


0.000 061 


0.000 122 


0.030 


0.000 195 


8.477 186 


8.476 991 


0.000 065 


0.000130 


0.031 


0000 209 


8.491431 


8.491 223 


0.000 070 


0.000139 


0.032 


0.000 222 


8.505 224 


8.505 002 


0.000 074 


0.000 148 


0.033 


0.000 236 


8.518 593 


8.518 356 


0.000 079 


0.000158 


0.034 


0.000 251 


8.531563 


8.531 312 


0.000 084 


0.000 167 


0.035 


0.000 266 


8.544 157 


8.543 891 


0.000 089 


0.000177 


0.036 


0.000 281 


8.556 396 


8.556115 


0.000 004 


0.000188 


0.037 


0.000 297 


8.568 301 


8.568 004 


0.000 099 


0.000198 


0.038 


0.000 313 


8.579 888 


8.579 575 


0.000 105 


0.000 209 


0.039 


0.000 330 


8.591 175 


8.590 844 


0.000 110 


0.000 220 


0.040 


0.000 347 


8.602 176 


8.601828 


0.000 116 


0.000 232 


0.041 


0.000 365 


8.612 906 


8.612 541 


0.000122 


0.000 243 


0.042 


0.000 383 


8.623 377 


8.622 994 


0.000128 


0.000 255 


0.043 


0.000 401 


8.633 602 


8.633 201 


0.000134 


0.000 268 


0.044 


0.000 420 


8.643 503 


8.643 173 


0.000140 


0.000 280 


0.045 


0.000 440 


8.653 359 


8.652 920 


0.000 147 


0.000 293 


0.046 


0.000 450 


8.662 911 


8.662 452 


0.000153 


0.000 306 


0.047 


0.000 480 


8.672 258 


8.671 778 


0.000160 


0.000 320 


0.048 


0.000 500 


8.681408 


8.680 908 


0.000 167 


0.000 333 


0.049 


0.000 521 


8.600 370 


1^689 849 


0.000 174 


0.000 347 
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TABLES OF LOGARITHMS OF HYPERBOLIC FUNCTIONS 

{Continued) 



X 


locooshz ' 


logsinhz 


logtenhz 


, Binh X 
log , 


'^^tanhz 


0.050 


0.000 543 


8.699151 


8.698 608 


0.000 181 


0.000 362 


0.051 


0.000 565 


8.707 758 


8.707 194 


0.000188 


0.000 376 


0.052 


0.000 587 


8.716 199 


8.715 612 


0.000196 


0.000 391 


0.053 


0.000 610 


8.724 479 


8.723 869 


0.000 203 


0.000 406 


0.054 


0.000 633 


8.732 605 


8.731 972 


0.000 211 


0.000 422 


0.055 


0.000 657 


8.740 582 


8.739 925 


0.000 219 


0.000 438 


0.056 


0.000 681 


8.748 415 


8.747 734 


0.000 227 


0.000 454 


0.057 


0.000 705 


8.756 110 


8.755 405 


0.000 235 


0.000 470 


0.058 


0.000 730 


8.763 671 


8.762 941 


0.000 243 


0.000 487 


0.059 


0.000 755 


8.771 104 


8.770 348 


0.000 252 


0.000 504 


0.060 


0.000 781 


8.778 412 


8.777 631 


0.000 261 


0.000 521 


0.061 


0.000 808 


8.785 599 


8.784 792 


0.000 269 


0.000 538 


0.062 


0.000 834 


8.792 670 


8.791836 


0.000 278^ 


0.000 556 


0.063 


0.000 861 


8.799 628 


8.798 767 


0.000 287 


0.000 574 


0.064 


0.000 889 


8.806 476 


8.805 588 


0.000 296 


0.000 592 


0.065 


0.000 917 


8.813 219 


8.812 302 


0.000 306 


0.000 611 


0.066 


0.000 945 


8.819 859 


8.818 914 


0.000 315 


0.000 630 


0.067 


0.000 974 


8.826 400 


8.825 426 


0.000 325 


0.000 649 


0.068 


0.001003 


8.832 844 


8.831840 


0.000 335 


0.000 669 


0.060 


0.001033 


8.839 194 


8.838 161 


0.000 345 


0.000 688 


0.070 


0.001063 


8.845 453 


8.844 390 


0.000 355 


0.000 709 


0.071 


0.001091 


8.851 623 


8.850 529 


0.000 365 


0.000 729 


0.072 


0.001 125 


8.857 708 


8.856 583 


0.000 375 


0.000 750 


0.073 


0.001 156 


8.863 709 


8.862 552 


0.000 386 


0.000 770 


0.074 


0.001 188 


8.869 628 


8.868 440 


0.000 396 


0.000 792 


0.075 


0.001220 


8.875 468 


8.874 248 


0.000 407 


0.000 813 


0.076 


0.001253 


8.881 232 


8.879 979 


0.000 418 


0.000 835 


0.077 


0.001286 


8.886 920 


8.885 634 


0.000 429 


0.000 857 


0.078 


' 0.001320 


8.892 535 


8.891 215 


0.000 440 


0.000 880 


0.079 


0.001354 


8.898 079 


8.896 725 


0.000 452 


0.000 902 


0.080 


0.001388 


8.903 553 


8.902 165 


0.000 463 


0.000 925 


0.081 


0.001423 


8.908 960 


8.907 537 


0.000 475 


0.000 948 


0.082 


0.001458 


8.914 300 


8.912 842 


0.000 487 


0.000 972 


0.083 


0.001 494 


8.919 577 


8.918 082 


0.000 499 


0.000 996 


0.084 


0.001530 


8.924 790 


8.923 260 


0.000 511 


0.001020 


0.085 


0.001 567 


8.929 942 


8.928 375 


0.000 523 


0.001044 


0.086 


0.001604 


8.935 034 


8.933 430 


0.000 535 


0.001069 


0.087 


0.001642 


8.940 067 


8.938 425 


0.000 548 


0.001094 


0.088 


0.001679 


8.945 043 


8.943 364 


0.000 560 


0.001 119 


0.089 


0.001 718 


8.949 963 


8.948 245 


0.000 573 


0.001 14$ 


0.090 


0.001 757 


8.954 829 


8.953 072 


0.000 586 


0.001 170 


0.091 


0.001 796 


8.959 641 


8.957 845 


0.000 599 


0.001 196 


0.092 


0.001835 


8.964 400 


8.962 565 


0.000 612 


0.001223 


0.093 


0.001 876 


8.969 109 


ii. 9(7 233 


0.000 626 


0.001250 


0.094 


0.001 916 


8.973 767 


8.971851 


0.000 639 


0.001 277 


0.095 


0.001 957 


8.978 377 


8.976 420 


0.000 653 


0.001304 


0.096 


0.001 998 


8.982 938 


8.980 940 


0.000 667 


0.001 331 


0.097 


0.002 040 


8.987 453 


8.985 413 


0.000 681 


0.001 359 


0.098 


0.002 082 


8.991 921 


8.989 839 


0.000 695 


0.001 387 


0.099 


0.002 125 


8.996 344 


8.994 220 


0.000 709 


0.001 416 
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TABLES OF LOGARITHMS OF HYPERBOLIC FUNCTIONS 

(Continued) 



X 


logooshz 


bKsinhz 


loctanhz 


^«nhz 


^tanhz 


0.100 


0.002168 


9.000 724 


8.998 556 


0.000 724 


0.001444 


0.101 


0.002 211 


9.005 050 


9.002 848 


0.000 738 


0.001 473 


0.102 


0.002 255 


9.009 353 


9.007 098 


0.000 753 


0.001502 


0.103 


0.002 300 


9.013 605 


9.011 305 


0.000 768 


0.001532 


0.104 


0.002 344 


9.017 816 


9.015 472 


0.000 783 


0.001562 


0.105 


0.002 390 


9.021987 


9.019 597 


0.000 798 


0.001592 


0.106 


0.002 435 


9.026 119 


9.023 684 


0.000 813 


0.001 622 


0.107 


0.002 481 


9.030 212 


9.027 731 


0.000 828 


0.001663 


0.108 


0.002 528 


9.084 268 


9.031 740 


0.000 844 


0.001684 


0.109 


0.002 575 


9.038 286 


9.035 711 


0.000 860 


0.001 715 


0.110 


0.002 622 


9.042 268 


9.039 646 


0.000 875 


0.001747 


0.111 


0.002 670 


9.046 214 


9.043 644 


0.000 891 


0.001 779 


0.112 


0.002 718 


9.050126 


9.047 407 


0.000 908 


0.001 811 


0.113 


0.002 767 


9.054 002 


9.051235 


0.000 924 


0.001843 


0.114 


0.002 816 


9.057 845 


9.056 029 


0.000 940 


0.001 876 


0.116 


0.002 865 


9.061655 


9.068 789 


0.000 957 


0.001909 


0.116 


0.002 915 


9.065 432 


9.062 616 


0.000 974 


0.001942 


0.117 


0.002 966 


9.069 176 


9.066 210 


0.000 990 


0.001975 


0.118 


0.003 017 


9.072 889 


9.069 873 


0.001007 


0.002 009 


0.119 


0.003 068 


9.076 571 


9.073 504 


0.001025 


0.002 043 


0.120 


0.003 119 


9.080 223 


9.077104 


0.001042 


0.002 078 


0.121 


0.003 172 


9.083 845 


9.080 673 


0.001 059 


0.002 112 


0.122 


0.0(»3 224 


9.087 437 


9.084 213 


0.001077 


0.002147 


0.123 


0.003 277 


9.091000 


9.087 723 


0.001095 


0.002 182 


0.124 


0.003 330 


9.094 534 


9.091204 


0.001 112 


0.002 218 


0.125 


0.003 384 


9.098 040 


9.094 656 


0.001 130 


0.002 254 


0.126 


0.003 438 


9.101619 


9.098 081 


0.001 149 


0.002 290 


0.127 


0.003 493 


9.104 971 


9.101478 


0.001 167 


.0.002 326 


0.128 


0.003 548 


9.108 396 


9.104 847 


0.001 185 


0.002 363 


0.129 


0.003 604 


9.111794 


9.108190 


0.001204 


0.002 400 


0.130 


0.003 659 


9.115166 


9.111506 


0.001223 


0.002 437 


0.131 


0.003 716 


9.118 513 


9.114 797 


0.001 241 


0.002 474 


, 0.132 


0.003 773 


9.121834 


9.118 062 


0.001260 


0.002 612 


0.133 


0.003 £30 


9.125131 


9.121301 


0.001280 


0.002 560 


0.134 


0.003 887 


9.128 404 


9.124 616 


0.001299 


0.002 589 


0.135 


0.003 946 


9.131652 


9.127 707 


0.001 318 


0.002 627 


0.136 


0.004 004 


9.134 877 


9.130 873 


0.001338 


0.002 666 


0.137 


0.004 063 


9.138 078 


9.134 015 


0.001358 


0.002 705 


0.138 


0.004 122 


9.141257 


9.137 134 


0.001 378 


0.002 745 


0.139 


0.004 182 


9.144 412 


9.140 230 


0.001398 


0.002 784 


0.140 


0.004 242 


9.147 546 


9.143 304 


0.001 418 


0.002 824 


0.141 


0.004 303 


9.150 657 


9.146 354 


0.001438 


0.002 865 


0.142 


0.004 364 


9.153 747 


9.149 383 


0.001459 


0.002 905 


0.143 


0.004 425 


9.156 815 


9.162 390 


0.001 479 


0.002 946 


0.144 


0.004 487 


9.159 862 


9.156 375 


0.001600 


0.002 987 


0.145 


0.004 550 


9.162 889 


9.158 339 


0.001 621 


0.003 029 


0.146 


0.004 612 


9.165 895 


9.161282 


0.001642 


0.003 071 


0.147 


0.004 676 


9.168 880 


9.164 205 


0.001563 


0.003 113 


0.148 


0.004 739 


9.171846 


9.167107 


0.001584 


0.003165 


0.149 


0.004 803 


9.174 792 


9.169 989 


0.001606 


0.003 197 
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TABLES OF LOGARITHMS OF HYPERBOLIC FUNCTIONS 

(Continued) 



X 


logooshz 


logsinhz 


• 

logtanhz 


, ainh z 
log ^ 


*°'tanhz 


0.150 


0.004 868 


9.177 719 


9.172 851 


0.001 627 


t).003 240 


0.151 


0.004 932 


9.180 626 


9.175 694 


0.001 649 


0.003 283 


0.152 


0.004 998 


9.183 616 


9.178 617 


0.001 671 


0.003 327 


0.153 


0.005 063 


9.186 386 


9.181321 


0.001 693 


0.003 370 


0.154 


0.005 130 


9.189 236 


9.184106 


0.001 716 


0.003 414 


0.155 


0.005 196 


9.192 069 


9.186 873 


0.001738 


0.003 469 


0.156 


0.005 263 


9.194 885 


«. 189 621 


0.001 760 


0.003 503 


0.157 


0.006 331 


9.197 682 


9.192 362 


0.001 7f3 


0.003 648 


0.168 


0.006 398 


9.200 463 


9.196 064 


0.001 806 


0.003 693 


0.159 


0.005 467 


9.203 226 


9.197 769 


0.001828 


0.003 638 


0.160 


0.005 536 


9.205 971 


9.200 436 


0.001 851 


0.003 684 


0.161 


0.005 606 


9.208 700 


9.203 096 


0.001 876 


0.003 730 


0.162 


0.006 674 


9.211 413 


9.206 739 


0.001 898 


0.003 776 


0.163 


0.006 744 


9.214 109 


9.208 365 


0.001921 


0.003 823 


0.164 


0.006 814 


9.216 789 


9.210 976 


0.001 945 


0.003 869 


0.165 


0.006 885 


9.219 463 


9.213 568 


0.001 969 


0.003 916 


0.166 


0.006 966 


9.222 101 


9.216144 


0.001993 


0.003 964 


0.167 


0.006 028 


9.224 733 


9.218 705 


0.002 017 


0.004 011 


0.168 


0.006100 


9.227 350 


9.221260 


0.002 041 


0.004 059 


0.169 


0.006 173 


9.229 962 


9.223 779 


0.002 066 


0.004 107 


0.170 


0.006 246 


9.232 639 


9.226 293 


0.002 090 


0.004 156 


0.171 


0.006 319 


9,235 111 


9.228 792 


0.002114 


0.004 204 


0.172 


0.006 393 


9.237 668 


9.231 275 


0.002139 


0.004 253 


0.173 


0.006 467 


9.240 210 


9.233 743 


0.002 164 


0.004 303 


0.174 


0.006 641 


9.242 738 


9.236 197 


0.002 189 


0.004 362 


0.176 


0.006 616 


9.246 263 


9.238 636 


0.002 214 


0.004 402 


0.176 


0.006 692 


9.247 762 


9.241 061 


0.002 240 


0.004 452 


0.177 


0.006 768 


9.250 239 


9.243 471 


0.002 266 


0.004 502 


0.178 


0.006 844 


9.262 711 


9.246 867 


0.002 291 


0.004 653 


0.179 


0.006 921 


9.265 170 


9.248 249 


0.002 317 


0.004 604 


0.180 


0.006 998 


9.257 615 


9.250 617 


0.002 343 


0.004 665 


0.181 


0.007 075 


9.260 047 


9.252 972 


0.002 369 


0.004 707 


0.182 


0.007 153 


9.262 466 


9.266 313 


0.002 395 


0.004 768 


0.183 


0.007 232 


9.264 872 


9.267 641 


0.002 421 


0.004 810 


0.184 


0.007 311 


9.267 266 


9.259 965 


0.002 448 


0.004 863 


0.185 


0.007 390 


9.269 646 


9.262 256 


0.002 474 


0.004 916 


0.186 


0.007 470 


9.272 014 


9.264 646 


0.002 501 


0.004 968 


0.187 


0.007 650 


9.274 370 


9.266 820 


0.002 628 


0.006 021 


0.188 


0.007 630 


9.276 713 


9.269 083 


0.002 655 


0.006 076 


0.189 


0.007 711 


9.279 044 


9.271333 


0.002 583 


0.005128 


0.190 


0.007 792 


9.281363 


9.273 671 


0.002 610 


0.006 182 


0.191 


0.007 874 


9.283 671 


9.276 797 


0.002 637 


0.006 237 


0.192 


0.007 966 


9.286 966 


9.278 010 


0.002 665 


0.005 291 


0.193 


0.008 039 


9.288 250 


9.280 211 


0.002 693 


0.005 346 


0.194 


0.008122 


9.290 523 


9.282 401 


0.002 721 


0.006 401 


0.195 


0.008 206 


9.292 783 


9.284 578 


0.002 749 


0.005 456 


0.196 


0.008 289 


9.295 033 


9.286 744 


0.002 777 


0.005 512 


0.197 


0.008 373 


9.297 272 


9.288 898 


0.002 806 


0.006 668 


0.198 


0.008 468 


9.299 499 


9.291 041 


0.002 834 


0.006 624 ' 


0.199 


0.008 643 


9.301 716 


9.293 173 


0.002 863 


0.005 680 
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TABLES OF LOGARITHMS OF HYPERBOLIC FUNCTIONS 

(Continued) 



X 


logooshx 


log sinh X 


logtanhx 


, sinh X 
log ^ 


^^'^tanhx 


0.200 


0.008 629 


9.303 921 


9.295 293 


0.002 891 


0.005 737 


0.201 


0.008 715 


9.306 116 


9.297 402 


0.002 920 


0.005 794 


0.202 


0.008 801 


9.308 301 


9.299 500 


0.002 949 


0.005 851 


0.203 


0.008 888 


9.310 475 


9.301 587 


0.002 979 


0.005 909 


0.204 


0.006 975 


9.312 638 


9.303 663 


0.003 008 


0.005 967 


0.205 


0.009 062 


9.314 791 


9.305 729 


0.003 038 


0.006 025 


0.206 


0.009 150 


9.316 935 


9.307 784 


0.003 067 


0.006 063 


0.207 


0.009 239 


9.319 067 


9.309 829 


0.003 097 


0.006 142 


0.208 


0.009 328 


9.321 190 


9.311863 


0.003 127 


0.006 201 


0.209 


0.009 417 


9.323 303 


9.313 886 


0.003 157 


0.006 260 


0.210 


0.009 507 


9.325 407 


9.315 900 


0.003 187 


0.006 319 


0.211 


0.009 597 


9.327 500 


9.317 904 


0.003 218 


0.006 379 


0.212 


0.009 687 


9.329 584 


9.319 897 


0.003 248 


0.006 439 


0.213 


0.009 778 


9.331 659 


9.321 880 


0.003 279 


0.006 499 


0.214 


0.009 869 


9.333 724 


9.323 854 


0.003 310 


0.006 560 


0.215 


0.009 961 


9.335 779 


9.325 818 


0.003 341 


0.006 021 


0.216 


0.010 053 


9.337 826 


9.327 772 


0.003 372 


0.006 682 


0.217 


0.010 146 


9.339 863 


9.329 717 


0.003 403 


0.006 743 


0.218 


0.010 239 


9.341 891 


9.331 652 


0.003 434 


0.006 805 


0.219 


0.010 332 


9.343 910 


9.333 578 


0.003 466 


0.006 866 


0.220 


0.010 426 


9.345 920 


9.335 494 


0.003 498 


0.006 929 


0.221 


0.010 520 


9.347 922 


9.337 401 


0.003 529 


0.006 991 


0.222 


0.010 615 
0.010 710 


9.349 914 


9.339 299 


0.003 561 


0.007 054 


0.223 


9.351 898 


9.341 188 


0.003 594 


0.007 117 


0.224 


0.010 806 


9.353 874 


9.343 068 


0.003 626 


0.007180 


0.225 


0.010 902 


9.355 841 


9.344 939 


0.003 658 


0.007 243 


0.226 


0.010 998 


9.357 799 


9.346 801 


0.003 691 


0.007 307 


0.227 


0.011 095 


9.359 749 


9.348 655 


0.003 723 


0.007 371 


0.2S8 


0.011 192 


9.361 691 


9.350 499 


0.003 756 


0.007 435 


0.229 


0.011 289 


9.363 625 


9.352 335 


0.003 789 


0.007 500 


0.230 


0.011 387 


9.365 550 


9.354 163 


0.003 822 


0.007 565 


0.231 


0.011 486 


9.367 468 


9.355 982 


0.003 856 


0.007 630 


0.232 


0.011 584 


9.369 377 


9.357 793 


0.003 889 


0.007 695 


0.233 


0.011 684 


9.371 278 


9.359 595 


0.003 922 


0.007 761 


0.234 


0.011 783 


9.373 172 


9.361 389 


0.003 956 


0.007 827 


0.235 


0.011 883 


9.375 058 


9.363 175 


0.003 990 


0.007 893 


0.236 


0.011 984 


9.376 936 


9.364952 


0.004 024 


0.007 960 


0.237 


0.012 084 


9.378 806 


9.366 722 


0.004 058 


0.006 026 


0.238 


0.012 186 


9.380 669 


9.368 484 


0.004 092 


0.006 003 


0.239 


0.012 287 


9.382 525 


9.370 237 


0.004 127 


0.008 161 


0.240 


0.012 389 


9.384 372 


9.371983 


0.004 161 


0.008 228 


0.241 


0.012^^ 


9.386 213 


9.373 721 


0.004 196 


0.008 296 


0.242 


0.012 595 


9.388 046 


9.375 451 


0.004 231 


0.006 364 


0.243 


0.012 698 


9.389 872 


9.377 174 


0.004 266 


0.006 432 


0.244 


0.012 802 


9.391 691 


9.378 889 


0.004 301 


0.008 501 


0.245 


0.012 906 


9.393 502 


9.380 596 


0.004 336 


0.006 570 


0.246 


0.013 010 


9.395 307 


9.382 296 


0.004 371 


0.008 639 


0.247 


0.013 115 


9.397 104 


9.383 989 


0.004 407 


0.008 708 


0.248 


0.013 221 


9.398 894 


9.385 674 


0.004 443 


0.008 778 


0.249 


0.013 326 


9.400 678 


9.387 351 


0.004 479 


0.006 848 
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(Continued) 



z 


bgooshz 


log sinh z 


logtanhz 


, sinh z 
^ z 


^^tanhz 


0.250 


0.013 433 


9.402 455 


9.380 022 


0.004 515 


0.008 918 


0.251 


0.013 539 


9.404 224 


9.390 685 


0.004 551 


0.008 989 


0.252 


0.013 646 


9.405 987 


9.392 341 


0.004 587 


0.009 059 


0.253 


0.013 754 


9.407 744 


9.393 990 


0.004 623 


0.009130 


0.254 


0.013 861 


9.409 494 


9.395 632 


0.004 660 


0.009 202 


0.255 


0.013 970 


9.411 237 


9.397 267 


0.004 697 


0.009 273 


0.256 


0.014 078 


9.412 973 


9.398 895 


0.004 733 


0.009 345 


0.257 


0.014187 


9.414 703 


9.400 516 


0.004 770 


0.009 417 


0.258 


0.014 297 


9.416 427 


9.402 130 


0.004 807 


0.009 489 


0.259 


0.014 406 


9.418 144 


9.403 738 


0.004 845 


0.009 562 


0.260 


0.014 517 


9.419 855 


9.405 339 


0.004 882 


0.009 635 


0.261 


0.014 627 


9.421560 


9.406 933 


0.004 920 


0.009 708 


0.262 


0.014 738 


9.423 259 


9.408 520 


0.004 957 


0.009 781 


0.263 


0.014 850 


9.424 951 


9.410 101 


0.004 995 


0.009 855 


0.264 


0.014 962 


9.426 637 


9.411 676 , 


0.005 033 


0.009 929 


0.265 


0.016 074 


9.428 317 


9.413 243 


0.005 071 


0.010 003 


0.266 


0.015 187 


9.429 991 


9.414 804 


0.005109 


0.010 077 


0.267 


0.015 300 


9.431 659 


9.416 359 


0.005148 


0.010 152 


0.268 


0.015 413 


9.433 321 


9.417 908 


0.005 186 


0.010 227 


0.269 


0.015 527 


9.434 977 


9.419 450 


0.005 225 


0.010 302 


0.270 


0.015 641 


9.436 628 


9.420 986 


0.005 264 


0.010 377 


0.271 


0.015 756 


9.438 272 


9.422 516 


0.005 303 


0.010 453 


0.272 


0.015 871 


9.439 911 


9.424 040 


0.005 342 


0.010 529 


0.273 


0.015 987 


9.441544 


9.425 557 


0.005 381 


0.010 605 


0.274 


0.016 103 


9.443 171 


9.427 069 


0.005 421 


0.010 682 


0.275 


0.016 219 


9.444 793 


9.428 574 


0.005 460 


0.010 769 


0.276 


0.016336 


9.446 409 


9.430 073 


0.005 500 


0.010 836 


0.277 


0.016 453 


9.448 019 


9.431567 


0.005 540 


0.010 913 


0.278 


0.016 570 


9.449 624 


9.433 054 


0.005 580 


0.010 991 


0.279 


0.016 688 


9.451224 


9.434 536 


0.005 620 


0.011 068 


0.280 


0.016 806 


9.452 818 


9.436 012 


0.005 660 


0.011 146 


0.281 


0.016 925 


9.454 407 


9.437 482 


0.005 700 


0.011 225 


0.282 


0.017 044 


9.455 990 


9.438 946 


0.005 741 


0.011 303 


0.283 


0.017 164 


9.457 568 


9.440 404 


0.005 782 


0.011 382 


0.284 


0.017 284 


9.459 141 


9.441857 


0.005 822 


0.011 461 


0.285 


0.017 404 


9.460 708 


9.443 304 


0.005 863 


0.011 541 


0.286 


0.017 525 


9.462 271 


9.444 746 


0.005 905 


0.011 620 


0.287 


0.017 646 


9.463 828 


9.446182 


0.005 946 


0.011 700 


0.288 


0.017 767 


9.465 380 


9.447 612 


0.005 987 


0.011 780 


0.289 


0.017 889 


9.466 927 


9.449 037 


0.006 029 


0.011 861 


0.290 


0.018 012 


9.468 468 


9.450 457 


0.006 070 


0.011 941 


0.291 


0.018 134 


9.470 005 


9.451 871 


0.006 112 


0.012 022 


0.292 


0.018 258 


9.471 537 


9.453 279 


0.006 154 


0.012 103 


0.293 


0.018 381 


9.473 064 


9.454 683 


0.006196 


0.012 185 


0.294 


0.018 505 


9.474 586 


9.456 081 


0.006 239 


0.012 267 


0.295 


0.018 629 


9.476 103 


9.457 474 


0.006 281 


0.012 348 


0.296 


0.018 754 


9.477 616 


9.458 861 


0.006 323 


0.012 431 


0.297 


0.018 879 


9.479 123 


9.460 243 


0.006 366 


0.012 513 


0.298 


0.019 005 


9.480 625 


9.461620 


0.006 409 


0.012 506 


0.299 


0.019 131 


9.482123 


9.462 992 


0.006 452 


0.012 679 
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TABLES OF LOGARITHMS OF HYPERBOLIC JUNCTIONS 

(CarUintted) 



X 


logooflhz 


lognnhz 


logtanhz 


, sinhz 
log ^ 


^tanhz 


0.300 


0.019 257 


9.483 616 


9.464 359 


0.006 495 


0.012 762 


0.301 


0.019 384 


9.485 105 


9.465 721 


0.006 538 


0.012 845 


0.302 


0.019 511 


9.486 589 


9.467 078 


0.006 582 


0.012 929 


0.303 


0.019 638 


9.488 068 


9.468 429 


0.006 625 


0.013 013 


0.304 


0.019 766 


9.489 542 


9.469 776 


0.006 669 


0.013 097 


0.305 


0.019 894 


9.491 012 


9.471 118 


0.006 713 


0.013 182 


0.306 


0.020 023 


9.492 478 


9.472 455 


0.006 757 


0.013 267 


0.307 


0.020 152 


9.493 939 


9.473 787 


0.006 801 


0.013 352 


0.308 


0.020 282 


9.495 396 


9.475 114 


0.006 845 


0.013 437 


0.309 


0.020 412 


9.496 848- 


9.476 436 


0.006 889 


0.013 522 


0.310 


0.020 542 


9.498 295 


9.477 754 


0.006 934 


0.013 608 


0.311 


0.020 673 


9.499 739 


9.479 066 


0.006 978 


0.013 694 


0.312 


0.020 804 


9.501 178 


9.480 374 


0.007 023 


0.013 780 


0.313 


0.020 935 


9.502 613 


9.481 677 


0.007 068 


0.013 867 


0.314 


0.021 067 


9.504043 


9.482 976 


0.007 113 


0.013 954 


0.315 


0.021 199 


9.505 469 


9.484 270 


0.007 159 


0.014 041 


0.316 


0.021 332 


9.506 891 


9.485 559 


0.007 204 


0.014 128 


0.317 


0.021465 


V.dilo Ovif 


V7.40O o44 


0.007 249 


0.014 216 


0.318 


0.021 598 


9.509 722 


9.488124 


0.007 295 


0.014 303 


0.319 


0.021 732 


9.511 132 


9.489 399 


0.007 341 


0.014 391 


0.320 


0.021866 


9.512 537 


9.490 670 


0.007 387 


0.014 480 


0.321 


0.022 001 


9.513 938 


9.491 937 


0.007 433 


0.014 568 


0.322 


0.022 136 


9.515 335 


9.493 199 


0.007 479 


0.014 657 


0.323 


0.022 271 


9.516 728 


9.494 457 


0.007 525 


0.014 746 


0.324 


0.022 407 


9.518 117 


9.495 710 


0.007 572 


0.014 835 


0.325 


0.022 543 


9.519 502 


9.496 959 


0.007 619 


0.014 925 


0.326 


0.022 680 


9.520 883 


9.498 203 


0.007 665 


0.015 015 


0.327 


0.022 817 


9.522 260 


9.499 443 


0.007 712 


0.015 105 


0.328 


0.022 954 


9.523 633 


9.500 679 


0.007 759 


0.015 195 


0.329 


0.023 092 


9.525 003 


9.501 911 


0.007 807 


0.015 285 


0.330 


0.023 230 


9.526 368 


9.503138 


0.007 854 


0.015 376 


0.331 


0.023 369 


9.627 730 


9.504 361 


0.007 902 


0.015 467 


0.332 


0.023 508 


9.529 087 


9.505 580 


0.007 949 


0.015 558 


0.333 


0.023 647 


9.530 441 


9.506 794 


0.007 997 


0.015 650 


0.334 


0.023 787 


9.531 791 


9.508 005 


0.008 045 


0.015 742 


0.335 


0.023 927 


9.533138 


9.509 211 


0.008 093 


0.015 834 


0.336 


0.024067 


9.534 480 


9.510 413 


0.008 141 


0.015 926 


0.337 


0.024 208 


9.535 819 


9.511 611 


0.008190 


0.016 019 


0.338 


0.024 349 


9.537 155 


9.512 805 


0.008 238 


0.016111 


0.339 


0.024 491 


9.538 486 


9.513 995 


0.008 287 


0.016 204 


0.340 


0.024 633 


9.539 814 


9.515 181 


0.008 335 


0.016 298 


0.341 


0.024 775 


9.541 139 


9.516 363 


0.008 384 


0.016 391 


0.342 


0.024 918 


9.542 459 


^9.517 541 


0.008 433 


0.016 485 


0.343 


0.025 061 


9.543 777 


9.518 715 


0.008 483 


0.016 579 


0.344 


0.025 205 


9.545 090 


9.519 885 


0.008 532 


0.016 673 


0.345 


0.025 349 


9.546 400 


9.521052 


0.008 581 


0.016 768 


0.346 


0.025 493 


9.547 707 


9.522 214 


0.008 631 


0.016 862 


0.347 


0.025 638 


9.549 010 


9.523 372 


0.008 681 


0.016 957 


0.348 


0.025 783 


9.550 310 


9.524 527 


0.008 731 


0.017 052 


0.349 


0.025 929 


9.551606 


9.525 678 


0.008 781 


0.017 148 



292 



APPENDIX 



TABLES OF LOGARITHMS OF HYPERBOLIC FUNCTIONS 

{Continued) 



X 


logooshz 


logrinhz 


logtanhz 


, sinhz 
^ z 


^tanhz 


0.350 


0.026 075 


9.552 899 


9.526 824 


0.008 831 


0.017 244 


0.351 


0.026 221 


9.554 188 


9.527 968 


0.008 881 


0.017 340 


0.352 


0.026 367 


9.555 474 


9.529 107 


0.008 932 


0.017 436 


0.353 


0.026 515 


9.556 757 


9.530 242 


0.008 982 


0.017 532 


0.354 


0.026 662 


9.558 036 


9.531 374 


0.009 033 


0.017 629 


0.355 


0.026 810 


9.559 312 


9.532 503 


0.009 084 


0.017 726 


0.356 


0.026 958 


9.560 585 


9.533 627 


0.009 135 


0.017 823 


0.357 


0.027 107 


9.561854 


9.534 748 


0.009 186 


0.017 920 


0.358 


0.027 256 


9.563 121 


9.535 865 


0.009 238 


0.018 018 


0.359 


0.027 405 


9.564 383 


9.636 979 


0.009 289 


0.018 116 


0.360 


0.027 555 


9.565 643 


9.538 088 


0.009 341 


0.018 214 


0.361 


0.027 705 


9.566 900 


9.539 195 


0.009 392 


0.018 312 


0.362 


0.027 855 


9.568153 


9.540 298 


0.009 444 


0.018 411 


0.363 


0.028 006 


9.569 403 


9.541 397 


0.009 496 


0.018 510 


0.364 


0.028 157 


9.570 650 


9.542 492 


0.009 548 


0.018 609 


0.365 


0.028 309 


9.571 894 


9.543 585 


0.009 601 


0.018 708 


0.366 


0.028 461 


9.573 134 


9.544 673 


0.009 653 


0.018 808 


' 0.367 


0.028 613 


9.574 372 


9.545 758 


0.009 706 


0.018 908 


0.368 


0.028 766 


9.575 606 


9.546 840 


0.009 758 


0.019 008 


0.369 


0.028 919 


9.576 £38 


9.547 918 


0.009 811 


0.019 108 


0.370 


0.029 073 


9.578 066 


9.548 993 


0.009 864 


0.019 209 


0.371 


0.029 227 


9.579 291 


9.550 065 


0.009 917 


0.019 309 


0.372 


0.029 381 


9.580 514 


9.551 133 


0.009 971 


0.019 410 


0.373 


0.029 536 


9.581 733 


9.552 197 


0.010 024 


0.019 512 


0.374 


0.029 691 


9.582 949 


9.553 258 


0.010 078 


0.019 613 


0.375 


0.029 846 


9.584 163 


9.554 316 


0.010131 


0.019 715 


0.376 


0.030 002 


9.585 373 


9.555 371 


0.010 185 


0.019 817 


0.377 


0.030158 


9.586 581 


9.556 422 


0.010 239 


0.019 919 


0.378 


0.030 315 


9.587 785 


9.557 470 


0.010 293 


0.020 022 


0.379 


0.030 472 


9.588 987 


9.558 515 


0.010 348 


0.020124 


0.380 


0.030 629 


9.590 186 


9.559 556 


0.010 402 


0.020 227 


0.381 


0.030 787 


9.591 382 


9.560 595 


0.010 457 


0.020 330 


0.382 


0.030 945 


9.592 575 


9,561630 


0.010 511 


0.020 434 


0.383 


0.031 104 


9.593 765 


9.562 662 


0.010 566 


0.020 537 


0.384 


0.031262 


9.594 952 


9.563 690 


0.010 621 


0.020 641 


0.385 


0.031422 


9.596 137 


9.564 716 


0.010 676 


0.020 745 


0.386 


0.031 581 


9.597 319 


9.565 738 


0.010 732 


0.020 850 


0.387 


0.031 741 


9.598 498 


9.566 757 


0.010 787 


0.020 954 


0.388 


0.031901 


9.599 674 


9.567 773 


0.010 843 


0.021059 


0.389 


0.032 062 


9.600 848 


9.568 786 


0.010 898 


0.021 164 


0.390 


0.032 223 


9.602 019 


9.569 795 


0.010 954 


0.021 269 


0.391 


0.032 385 


9.603 187 


9.570 802 


0.011 010 


0.021 375 


0.392 


0.032 547 


9.604 352 


9.571 806 


0.011066 


0.021480 


0.393 


0.032 709 


9.605 515 


9.572 806 


0.011 122 


0.021586 


0.394 


0.032 871 


9.606 675 


9.573 804 


0.011 179 


0.021 693 


0.395 


0.033 034 


9.607 832 


9.574 798 


0.011 235 


0.021 799 


0.396 


0.033198 


9.608 987 


9.575 789 


0.011 292 


0.021906 


0.397 


0.033 361 


9.610 139 


9.576 778 


0.011 349 


0.022 013 


0.398 


0.033 525 


9.611 289 


9.577 763 


0.011406 


0.022120 


0.399 


0.033 690 


9.612 436 


9.578 746 


0.011463 


0.022 227 
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TABLES OF LOGARITHMS OF HYPERBOLIC FUNCTIONS 

(Continued) 



X 


logooahz 


log sinh z 


log tanhx 


. sinh X 
log ^ 


*°* tanhx 


0.400 


0.033 855 


9.613 580 


9.579 726 


0.011 520 


0.022 335 


0.401 


0.034 020 


9.614 722" 


9.580 702 


0.011 577 


0.022 443 


0.402 


0.034 186 


9.615 861 


9.581 675 


0.011 635 


0.022 551 


0.403 


0.034 351 


9.616 998 


9.582 646 


0.011 693 


0.022 659 


0.404 


0.034 518 


9.618 132 


9.583 614 


0.011 750 


0.022 767 


0.405 


. 0.034 684 


9.619 263 


9.584 579 


0.011808 


0.022 876 


0.406 


0.034 852 


9.620 392 


9.585 541 


0.011 866 


0.022 985 


0.407 


0.035 019 


9.621 519 


9.586 500 


0.011 925 


0.023 094 


0.408 


0.035 187 


9.622 643 


9.587 456 


0.011983 


0.023 204 


0.409 


0.035 355 


9.623 765 


9.588 410 


0.012 041 


0.023,313 


0.410 


0.035 523 


9.624 884 


9.589 360 


0.012 100 


0.023 423 


0.411 


0.035 692 


9.626 001 


9.590 308 


0.012 159 


0.023 534 


0.412 


0.035 862 


9.627 115 


9.591253 


0.012 218 


0.023 644 


0.413 


0.036 031 


9.62J 227 


9.592 196 


0.012 277 


0.023 754 


0.414 


0.036 201 


9.629 336 


9.593 135 


0.012 336 


0.023 865 


0.415 


0.036 372 


9.630 443 


9.594 072 


0.012 395 


0.023 976 


0.416 


0.036 542 


9.631548 


9.595 006 


0.012 455 


0.024 088 


0.417 


0.036 713 


9.632 650 


9.595 937 


0.012 514 


0.024199 


0.418 


0.036 885 


9.633 750 


9.596 866 


0.012 574 


0.024 311 


0.419 


0.037 057 


9.634 848 


9.597 791 


0.012 634 


0.024 423 


0.420 


0.037 229 


9.635 943 


9.598 714 


0.012 694 


0.024 535 


0.421 


0.037 401 


9.637 036 


9.599 635 


0.012 754 


0.024 647 


0.422 


0.037 574 


9.638127 


9.600 553 


0.012 814 


0.024 760 


0.423 


0.037 748 


9.639 215 


9.601 468 


0.012 875 


0.024 873 


0.424 


0.037 921 


9.640 301 


9.602 380 


0.012 936 


0.024 986 


0.425 


0.038 095 


9.641385 


9.603 290 


0.012 996 


0.025 099 


0.426 


0.038 270 


9.642 467 


9.604 197 


0.013 057 


0.025 213 


0.427 


0.038 445 


9.643 546 


9.605 101 


0.013 118 


0.025 326 


0.428 


0.038 620 


9.644 623 


9.606 003 


0.013 179 


0.025 440 


0.429 


0.038 795 


9.645 698 


9.606 903 


0.013 241 


0.025 555 


0.430 


0.038 971 


9.646 770 


9.607 799 


0.013 302 


0.025 669 


0.431 


0.039 147 


9.647 841 


9.Q08 694 


0.013 364 


0.025 784 


0.432 


0.039 324 


9.648 909 


9.609 585 


0.013 425 


0.025 899 


0.433 


0.039 501 


9.649 975 


9.610 474 


0.013 487 


0.026 014 


0.434 


0.039 678 


9.651 039 


9.611 361 


0.013 549 


0.026129 


0.435 


0.039 856 


9.652 100 


9.612 245 


0.013 611 


0.026 244 


0.436 


0.040 034 


9.653 160 


9.613 126 


0.013 673 


0.026 360 


0.437 


0.040 212 


9.654 217 


9.614 005 


0.013 736 


0.026 476 


0.438 


0.040 391 


9.655 273 


9.614 882 


0.013 798 


0.026 592 


0.439 


0.040 570 


9.656 326 


9.615 756 


0.013 861 


0.026 709 


0.440 


0.040 749 


9.657 377 


9.616 627 


0.013 924 


0.026 825 


0.441 


0.040 929 


9.658 425 


9.617 496 


0.013 987 


0.026 942 


0.442 


0.041 109 


9.659 472 


9.618 363 


0.014 050 


0.027 059 


0.443 


0.041290 


9.660 517 


9.619 227 


0.014113 


0.027 177 


0.444 


0.041 471 


9.661560 


9.620 089 


0.014 177 


0.027 294 


0.445 


0.041 652 


9.662 600 


9.620 948 


0.014 240 


0.027 412 


0.446 


0.041834 


9.663 639 


9.621805 


0.014 304 


0.027 530 


0.447 


0.042 016 


9.664 675 


9.622 659 


0.014 368 


0.027 648 


0.448 


0.042 198 


9.665 709 


9.623 511 


0.014 431 


0.027 767 


0.449 


0.042 381 


9.666 742 


9.624 361 


0.014 496 


0.027 885 
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(C(mttnued) 



X 


logooshz 


log sinh X 


logtanhz 


lo. , 


*^tanhx 


0.450 


0.042 564 


9.667 772 


9.625 209 


0.014 560 


0.028 004 


0.451 


0.042 747 


9.668 801 


9.626 053 


0.014 624 


0.028123 


0.452 


0.042 931 


9.669 827 


9.626 896 


0.014 689 


0.028 242 


0.453 


0.043 115 


9.670 851 


9.627 736 


0.014 753 


0.028 362 


0.454 


0.043 300 


9.671 874 


9.628 574 


0.014 818 


0.028 482 


0.455 


0.043 484 


9.672 894 


9.629 410 


0.014 883 


0.028 601 


0.456 


0.043 670 


9.673 913 


9.630 243 


0.014 948 


0.028 722 


0.457 


0.043 855 


9.674 929 


9.631 074 


0.015 013 


0.028 842 


0.458 


0.044 041 


9.675 944 


9.631903 


0.015 078 


0.028 963 


0.459 


0.044 227 


9.676 957 


9.632 729 


0.015 144 


0.029 083 


0.460 


0.044 414 


9.677 967 


9.633 553 


0.015 210 


0.029 204 


0.461 


0.044 601 


9.678 976 


9.634 375 


0.015 275 


0.029 326 


0.462 


0.044 788 


9.679 983 


9.635195 


0.015 341 


0.029 447 


0.463 


0.044 976 


9.680 988 


9.636 012 


0.015 407 


0.029 569 


0.464 


0.045164 


9.681 991 


9.636 827 


0.015 473 


0.029 690 


0.465 


0.045 352 


9.682 993 


9.637 640 


0.015 540 


0.029 813 


0.466 


0.045 541 


9.6£i992 


9.638 451 


0.015 606 


0.029 935 


0.467 


0.045 730 


9.684 989 


9.639 260 


0.015 673 


0.030 057 


0.468 


0.045 919 


9.685 985 


9.640 066 


0.015 739 


0.030 180 


0.469 


0.046109 


9.686 979 


9.640 870 


0.015 806 


0.030 303 


0.470 


0.046 299 


9.687 971 


9.641 672 


0.015 873 


0.030 426 


0.471 


0.046 490 


9.688 961 


9.642 471 


0.015 940 


0.030 550 


0.472 


0.046 681 


9.689 950 


9.643 269 


0.016 008 


0.030 673 


0.473 


0.046 872 


9.690 936 


9.644 064 


0.016 075 


0.030 797 


0.474 


0.047 063 


9.691 921 


9.644 857 


0.016 143 


0.030 921 


0.475 


0.047 255 


9.692 904 


9.645 649 


0.016 210 


0.031045 


0.476 


0.047 447 


9.693 885 


9.646 437 


0.016 278 


0.031 169 


0.477 


0.047 640 


9.694 864 


9.647 224 


0.016 346 


0.031294 


0.478 


0.047 833 


9.695 842 


9.648 009 


0.016 414 


0.031419 


0.479 


0.048 026 


9.696 818 


9.648 792 


0.016 482 


0.031544 


0.480 


0.048 220 


9.697 792 


9.649 572 


0.016 551 


0.031669 


0.481 


0.048 414 


9.698 764 


9.650 350 


0.016 619 


0.031 795 


0.482 


0.048 608 


9.699 735 


9.651 127 


0.016 688 


0.031920 


0.483 


0.048 803 


9.700 704 


9.651901 


0.016 757 


0.032 046 


0.484 


0.048 998 


9.701 671 


9.652 673 


0.016 826 


0.032 172 


0.485 


0.049 193 


9.702 636 


9.653 443 


0.016 895 


0.032 299 


0.486 


0.049 389 


9.703 600 


9.654 211 


0.016 964 


0.032 425 


0.487 


0.049 585 


9.704 562 


9.654 977 


0.017 033 


0.032 552 


0.488 


0.049 781 


9.705 522 


9.655 741 


0.017 103 


0.032 679 


0.489 


0.049 978 


9.706 481 


9.656 503 


0.017 172 


0.032 806 


0.490 


0.060 175 


9.707 438 


9.657 263 


0.017 242 


0.032 933 


0.491 


0.050 373 


9.708 393 


9.658 021 


0.017 312 


0.033 061 


0.492 


0.050 570 


9.709 347 


9.658 777 


0.017 382 


0.033 189 


0.493 


0.050 769 


9.710 299 


9.659 530 


0.017 452 


0.033 316 


0.494 


0.060 967 


9.711 249 


9.660 282 


0.017 522 


0.033 445 


0.495 


0.051 166 


9.712198 


9.661 032 


0.017 593 


0.033 573 


0.496 


0.051 365 


9.713 145 


9.661 780 


0.017 663 


0.033 702 


0.497 


0.051565 


9.714 091 


9.662 526 


0.017 734 


0.033 830 


0.498 


0.051 764 


9.715 034 


9.663 270 


0.017 805 


0.033 959 


0.499 


0.051965 


9.715 977 


9.664 012 


0.017 876 


0.084 089 
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(Caniinued) 



0.600 
0.501 
0.502 
0.503 
0.504 
0.505 
0.506 
0.507 
0.506 
0.509 

0.510 
0.511 
0.512 
0.513 
0.514 
0.515 
0.516 
0.517 
0.518 
0.519 

0.520 
0.521 
0.522 
0.523 
0.524 
0.525 
0.526 
0.527 
0.528 
0.529 

0.530 
0.531 
0.532 
0.533 
0.534 
0.535 
0.536 
0.537 
0.538 
0.539 

0.540 
0.541 
0.542 
0.543 
0.544 
0.545 
0.546 
0.547 
0.548 
0.549 



locooshz 



0.052 165 
0.052 366 
0.052 567 
0.052 769 
0.052 971 
0.053 173 
0.053 375 
0.053 578 
0.053 782 
0.053 985 

0.054 189 
0.054 393 
0.054 598 
0.054 803 
0.055 008 
.055 2U 
0.055 420 
0.055 626 
0.055 833 
0.056 040 

0.056 247 
0.056 454 
0.056 662 
0.056 871 
0.057 079 
0.057 288 
0.057 498 
0.057 707 
0.057 917 
0.058128 

0.058 338 
0.058 549 
0.058 760 
0.058 972 
0.059 184 
0.059 396 
0.059 609 
0.059 822 
0.060 035 
0.060 249 

0.060 463 
0.060 677 
0.060 892 
0.061 106 
0.061322 
0.061537 
0.061 753 
0.061 969 
0.062 186 
0.062 403 



201 
201 
202 
202 
202 
202 
203 
204 
203 
204 

204 
205 
205 
205 
206 
206 
206 
207 
207 
207 

207 
208 
209 
208 
209 
210 
209 
210 
211 
210 

211 
211 
212 
212 
212 
213 
213 
213 
214 
214 

214 
215 
214 
216 
215 
216 
216 
217 
217 
217 



logBinhx 



9.716 917 

9.717 856 

9.718 794 

9.719 729 

9.720 664 

9.721 596 

9.722 527 

9.723 457 

9.724 385 

9.725 311 

9.726 236 

9.727 160 

9.728 081 

9.729 002 

9.729 921 

9.730 838 

9.731 754 

9.732 668 

9.733 581 

9.734 492 

9.735 402 

9.736 311 

9.737 217 
9.738123 
9.739 027 

9.739 930 

9.740 831 

9.741 730 

9.742 629 

9.743 526 

9.744 421 

9.745 315 

9.746 208 

9.747 099 

9.747 989 

9.748 877 

9.749 764 

9.750 650 

9.751 534 

9.752 417 

9.753 299 

9.754 179 

9.755 058 

9.755 936 

9.756 812 

9.757 687 

9.758 561 

9.759 433 

9.760 304 

9.761 173 



939 
938 
935 
935 
932 
931 
930 
928 
926 
925 

924 
921 
921 
919 
917 
916 
914 
913 
911 
910 

909 
906 
906 
904 
903 
901 
899 
899 
897 
895 

894 
893 
891 
890 
888 
887 
886 
884 
883 
882 

880 
879 
878 
876 
875 
874 
872 
871 
869 
869 



log tanh z 



9.664 752 

9.665 490 

9.666 226 

9.666 961 

9.667 693 

9.668 423 

9.669 152 

9.669 879 

9.670 603 
9.671326 

9.672 047 

9.672 766 

9.673 484 

9.674 199 

9.674 913 

9.675 624 

9.676 334 

9.677 042 

9.677 748 

9.678 453 

9.679 155 

9.679 856 

9.680 555 

9.681 252 
9.681948 

9.682 641 

9.683 333 

9.684 023 

9.684 711 

9.685 398 

9.686 083 

9.686 766 

9.687 447 
9.688127 

9.688 805 

9.689 481 
9.690155 

9.690 828 

9.691 499 

9.692 169 

9.692 836 

9.693 502 

9.694 167 

9.694 829 

9.695 490 
9.696150 

9.696 807 

9.697 463 
9.698118 

9.698 770 



738 
736 
735 
732 
730 
729 
727 
724 
723 
721 

719 
718 
715 
714 
711 
710 
708 
706 
705 
702 

701 
699 
697 
696 
693 
692 
690 
688 
687 
685 

683 
681 
680 
678 
676 
674 
673 
671 
670 
667 

666 
665 
662 
661 
660 
657 
656 
655 
652 
652 
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0.550 
0.551 
0.552 
0.553 
0.554 
0.555 
0.556 
0.557 
0.558 
0.559 

0.560 
0.561 
0.562 
0.563 
0.564 
0.565 
0.566 
0.567 
0.568 
0.569 

0.570 
0.571 
0.572 
0.573 
0.574 
0.575 
0.576 
0.577 
0.578 
0.579 

0.580 
0.581 
0.582 
0.583 
0.584 
0.585 
0.586 
0.587 
0.588 
0.589 

0.590 
0.591 
0.592 
0.593 
0.594 
0.595 
0.596 
0.597 
0.598 
0.599 



logooahz 



0.062 620 
0.062 838 
0.063 056 
0.063 274 
0.063 492 
0.063 711 
0.063 930 
0.064150 
0.064 369 
0.064 590 

0.064 810 
0.065 031 
0.065 252 
0.065 473 
0.065 695 
0.065 917 
0.066140 
0.066 362 
0.066 585 
0.066 809 

0.067 032 
0.067 256 
0.067 481 
0.067 705 
0.067 930 
0.068 155 
0.068 381 
0.068 607 
0.068 833 
0.069 059 

0.069 286 
0.069 513 
0.069 741 
0.069 969 
0.070 197 
0.070 425 
0.070 654 
0.070 883 
0.071 112 
0.071342 

0.071 572 
0.071802 
0.072 033 
0.072 264 
0.072 495 
0.072 726 
0.072 958 
0.073 190 
0.073 423 
0.073 656 



218 
218 
218 
218 
219 
219 
220 
219 
221 
220 

221 
221 
221 
222 
222 
223 
222 
223 
224 
223 

224 
225 
224 
225 
225 
226 
226 
226 
226 
227 

227 
228 
228 
228 
228 
229 
229 
229 
230 
230 

230 
231 
231 
231 
231 
232 
232 
233 
233 
233 



log mnh z 



9.762 042 

9.762 909 

9.763 775 

9.764 639 

9.765 502 

9.766 364 

9.767 225 

9.768 084 

9.768 942 

9.769 799 

9.770 654 

9.771 509 

9.772 362 

9.773 214 

9.774 064 

9.774 914 

9.775 762 

9.776 609 

9.777 455 

9.778 299 

9.779 142 

9.779 984 

9.780 825 

9.781 665 

9.782 504 

9.783 341 

9.784 177 

9.785 012 

9.785 846 

9.786 679 

9.787 510 

9.788 340 

9.789 170 

9.789 998 

9.790 825 

9.791 650 

9.792 475 

9.793 298 

9.794 121 

9.794 942 

9.795 762 

9.796 581 

9.797 399 

9.798 216 

9.799 032 

9.799 846 

9.800 660 

9.801 472 

9.802 284 

9.803 094 



867 
866 
864 
863 
862 
861 
850 
858 
857 
855 

855 
853 
852 
850 
850 
848 
847 
846 
844 
843 

842 
841 
840 
839 
837 
836 
835 
834 
833 
831 

830 
830 
828 
827 
825 
825 
823 
823 
821 
820 

819 
818 
817 
816 
814 
814 
812 
812 
810 
809 



log tanhz 



9.699 422 

9.700 071 

9.700 719 

9.701 365 

9.702 010 

9.702 653 

9.703 294 

9.703 934 

9.704 573 

9.705 209 

9.705 844 

9.706 478 

9.707 110 

9.707 740 

9.708 369 

9.708 997 

9.709 622 

9.710 247 

9.710 869 

9.711 490 

9.712110 

9.712 728 

9.713 345 

9.713 960 

9.714 574 

9.715 186 

9.715 796 

9.716 405 

9.717 013 

9.717 619 

9.718 224 

9.718 827 

9.719 429 

9.720 029 

9.720 628 

9.721 225 

9.721 821 

9.722 416 

9.723 009 

9.723 600 

9.724190 

9.724 779 

9.725 366 

9.725 952 

9.726 537 

9.727 120 

9.727 702 

9.728 282 

9.728 861 

9.729 438 



649 
648 
646 
645 
643 
641 
640 
639 
636 
635 

634 
632 
630 
629 
628 
625 
625 
622 
621 
620 

618 
617 
615 
614 
612 
610 
609 
608 
606 
605 

603 
602 
600 
599 
597 
596 
595 
593 
591 
590 

589 
587 
586 
585 

583 
582 
580 
579 
577 
576 
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0.600 
0.601 
0.602 
0.603 
0.604 
0.605 
0.606 
0.607 
0.608 
0.609 











610 
611 
612 
613 
614 
0.615 
0.616 
0.617 
0.618 
0.619 

0.620 
0.621 
0.622 
0.623 
0.624 
0.625 
0.626 
0.627 
0.628 
0.629 

0.630 
0.631 
0.632 
0.633 
0.634 
0.635 
0.636 
0.637 
0.638 
0.639 

0.640 
0.641 
0.642 
0.643 
0.644 
0.645 
0.646 
0.647 
0.648 
0.649 



togcoeh z 



0.073 889 
0.074122 
0.074 356 
0.074 590 
0.074 824 
0.075 059 
0.075 294 
0.075 529 
0.075 766 
0.076 000 

0.076 237 
0.076 473 
0.076 710 
0.076 947 
0.077 184 
0.077 422 
0.077 660 
0.077 898 
0.078137 
0.078 376 

0.078 615 
0.078 854 
0.079 094 
0.079 334 
0.079 575 
0.079 815 
0.080 056 
0.080 298 
0.080 539 
0.080 781 



0.081 
0.081 
0.081 
0.081 
0.081 
0.082 
0.082 
0.082 
0.082 
0.083 



024 
266 
509 
752 
995 
239 
483 
727 
972 
217 



0.083 462 
0.083 707 
0.083 953 
0.084 199 
0.084 446 
0.084 692 
0.084 939 
0.085 187 
0.085 434 
0.085 682 



233 
234 
234 
234 
235 
235 
235 
236 
235 
237 

236 
237 
237 
237 
238 
238 
238 
239 
239 
239 

239 
240 
240 
241 
240 
241 
242 
241 
242 
243 

242 
243 
243 
243 
244 
244 
244 
245 
245 
245 

245 
246 
246 
247 
246 
247 
248 
247 
248 
248 



logdnh X 



9.803 903 

9.804 711 

9.805 518 

9.806 324 

9.807 129 

9.807 933 

9.808 736 

9.809 538 

9.810 339 

9.811 138 

9.811 937 

9.812 735 

9.813 531 

9.814 327 

9.815 121 

9.815 915 

9.816 707 

9.817 499 

9.818 289 

9.819 079 

9.819 867 

9.820 655 

9.821 441 

9.822 227 

9.823 012 

9.823 795 

9.824 578 

9.825 359 

9.826 140 

9.826 920 

9.827 698 

9.828 476 

9.829 253 

9.830 029 

9.830 804 

9.831 578 

9.832 351 

9.833 123 

9.833 894 

9.834 664 

9.835 433 

9.836 202 

9.836 969 

9.837 735 

9.838 501 

9.839 266 

9.840 029 
9.840 792 
9.841554 
9.842 315 



808 
807 
806 
805 
'804 
803 
802 
801 
799 
799 

798 
796 
796 
794 
794 
792 
792 
790 
790 
788 

788 
786 
786 
785 
783 
783 
781 
781 
780 
778 

778 
777 
776 
775 
774 
773 
772 
771 
770 
769 

769 
767 
766 
766 
765 
763 
763 
762 
761 
760 



log tanhz 



9.730 014 

9.730 589 

9.731 162 

9.731 734 

9.732 305 

9.732 874 

9.733 442 

9.734 009 

9.734 674 

9.735 138 

9.735 700 

9.736 262 

9.736 821 

9.737 380 

9.737 937 

9.738 493 

9.739 047 

9.739 601 
9.740153 

9.740 703 

9.741 262 

9.741 801 

9.742 347 

9.742 893 

9.743 437 

9.743 980 

9.744 521 

9.745 062 

9.745 601 

9.746 138 

9.746 675 

9.747 210 

9.747 744 

9.748 277 

9.748 808 

9.749 339 

9.749 868 

9.750 395 

9.750 922 

9.751 447 

9.751 971 

9.752 494 

9.753 016 

9.753 536 

9.754 065 

9.754 573 

9.755 090 

9.755 606 

9.756 120 
9.756 633 



676 
673 
572 
571 
569 
568 
667 
665 
564 
562 

662 
659 
550 
557 
556 
664 
664 
652 
560 
549 

649 
546 
546 
544 
543 
641 
641 
539 
537 
537 

635 
534 
533 
631 
631 
629 
627 
527 
526 
524 

523 

522 
620 
619 
518 
617 
616 
614 
613 
612 
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(Continued) 





0. 
0. 



0.700 
0.701 
0.702 
0.703 
704 
705 
.706 
707 
0.708 
0.709 

0.710 
0.711 
0.712 
0.713 
0.714 
0.715 
0.716 
0.717 
0.718 
0.719 

0.720 
0.721 
0.722 
0.723 
0.724 
0.725 
0.726 
0.727 
0.728 
0.729 

0.730 
0.731 
0.732 
0.733 
0.734 
0.735 
0.736 
0.737 
0.738 
0.739 

0.740 
0.741 
0.742 
0.743 
0.744 
0.746 
0.746 
0.747 
0.748 
0.749 



logooshx 



0.098 702 
0.098 965 
0.099 228 
0.099 491 
0.099 754 
0.100 018 
0.100 282 
0.100 546 
0.100 811 
0.101076 

0.101341 
0.101606 
0.101872 
0.102 138 
0.102 404 
0.102 670 
0.102 937 
0.103 204 
0.103 471 
0.103 739 

0.104 006 
0.104 274 
0.104 543 
0.104 811 
0.105 080 
0.105 349 
0.105 619 
0.105 888 
0.106 158 
0.106 429 

0.106 699 
0.106 970 
0.107 241 
0.107 512 
0.107 783 
0.108 055 
0.108 327 
0.108 600 
0.108 872 
0.109 145 

0.109 418 
0.109 691 
0.109 965 
0.110 239 
0.110 513 
0.110 788 
0.111062 
0.111337 
0.111 612 
cm 888 



263 

263 
263 
263 
264 
264 
264 
265 
265 
265 

265 
266 
266 
266 
266 
267 
267 
267 
268 
267 

268 
269 
268 
269 
269 
270 
269 
270 
271 
270 

271 
271 
271 
271 
272 
272 
273 
272 
273 
273 

273 
274 
274 
274 
275 
274 
275 
275 
276 
276 



lognnhz 



9.880 004 

9.880 722 

9.881 439 

9.882 156 

9.882 872 

9.883 587 

9.884 302 

9.885 015 

9.885 728 

9.886 441 

9.887 152 

9.887 863 

9.888 573 

9.889 282 
9.889 991 

J9. 890 699 
9.891406 
9.892 113 

9.892 818 

9.893 523 

9.894 228 

9.894 931 

9.895 634 

9.896 336 

9.897 038 

9.897 739 

9.898 439 

9.899 138 

9.899 837 

9.900 535 

9.901233 
9.901929 

9.902 625 

9.903 321 

9.904 015 

9.904 709 

9.905 402 

9.906 095 

9.906 787 

9.907 478 

9.908 169 

9.908 859 

9.909 548 

9.910 237 

9.910 925 

9.911 612 

9.912 299 

9.912 985 

9.913 670 

9.914 355 



718 
717 
717 
716 
715 
715 
713 
713 
713 
711 

711 
710 
709 
709 
708 
707 
707 
705 
705 
705 

703 
703 
702 
702 
701 
700 
699 
699 
698 
698 

696 
696 
696 
694 
694 
693 
693 
692 
691 
091 

690 
689 
689 
688 
687 
687 
686 
685 
685 
684 



logtanhz 



9.781 301 
9.781757 

9.782 211 

9.782 665 

9.783 118 

9.783 569 

9.784 020 
9.784 469 

9.784 918 

9.785 365 

9.785 811 

9.786 257 

9.786 701 

9.787 145 

9.787 587 

9.788 029 
9.788 469 

9.788 909 

9.789 347 

9.789 785 

9.790 221 

9.790 657 
9.791091 

9.791 525 

9.791 958 

9.792 389 

9.792 820 

9.793 250 

9.793 679 

9.794 107 

9.794 534 

9.794 960 

9.795 385 

9.795 809 

9.796 232 

9.796 654 

9.797 075 
9.797 496 

9.797 915 

9.798 333 

9.798 751 

9.799 167 
9.799 583 

9.799 998 

9.800 412 

9.800 825 

9.801 237 

9.801 648 

9.802 058 
9.802 467 



456 
454 
454 
453 
451 
451 
449 
449 
447 
446 

446 
444 
444 
442 
442 
440 
440 
438 
438 
436 

436 
434 
434 
433 
431 
431 
430 
429 
428 
427 

426 
425 
424 
423 
422 
421 
421 
419 
418 
418 

416 
416 
415 
414 
413 
412 
411 
410 
409 
409 
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0.750 
0.751 
0.752 
0.753 
0.754 
0.755 
0.756 
0.757 
0.758 
0.759 

0.760 
0.761 
0.762 
0.763 
0.764 
0.765 
0.766 
0.767 
0.768 
0.769 

0.770 
0.771 
0.772 
0.773 
0.774 
0.775 
0.776 
0.777 
0.778 
0.779 

0.780 
0.781 
0.782 
0.783 
0.784 
0.785 
0.786 
0.787 
0.788 
0.789 

0.790 
0.791 
0.792 
0.793 
0.794 
0.795 
0.796 
0.797 
0.798 
0.799 



log oosh X 



0.112164 
0.112 440 
0.112 716 
0.112 992 
0.113 269 
0.113 546 
0.113 823 
0.114 101 
0.114 379 
0.114 657 

0.114 935 
0.115 213 
0.115 492 
0.115 771 
0.116 051 
0.116 330 
0.116 610 
0.116 890 
0.117 170 
0.117 451 

0.117 732 
0.118 013 
0.118 294 
0.118 576 
0.118 858 
0.119 140 
0.119 422 
0.119 705 
0.119 987 
0.120 271 

0.120 554 
0.120 837 
0.121121 
0.121405 
0.121690 
0.121974 
0.122 259 
0.122 544 
0.122 830 
0.123 115 

0.123 401 
0.123 687 
0.123 973 
0.124 260 
0.124 547 
0.124 834 
0.125 121 
0.125 409 
0.125 696 
0.125 984 



276 
276 
276 
277 
277 
277 
278 
278 
278 
278 

278 
279 
279 
280 
279 
280 
280 
280 
281 
281 

281 
281 
282 
282 
282 
282 
283 
282 
284 
283 

283 
284 
284 
285 
284 
285 
285 
286 
285 
286 

286 
286 

287 
287 
287 
287 
288 
287 
288 
289 



log sinh z 



9.915 039 

9.915 723 

9.916 405 

9.917 088 

9.917 769 

9.918 450 

9.919 130 

9.919 810 

9.920 489 

9.921 167 

9.921 845 

9.922 522 

9.923 199 

9.923 875 

9.924 550 

9.925 225 

9.925 899 

9.926 572 

9.927 245 

9.927 917 

9.928 589 

9.929 260 

9.929 930 

9.930 600 
9.931269 
9.931938 

9.932 606 

9.933 273 

9.933 940 

9.934 606 

9.935 272 

9.935 937 

9.936 602 

9.937 265 

9.937 929 

9.938 592 

9.939 254 

9.939 915 

9.940 576 

9.941 237 

9.941897 

9.942 556 

9.943 215 

9.943 873 

9.944 531 
9.945188 

9.945 844 

9.946 500 

9.947 156 
9.947 810 



684 
682 
683 
681 
681 
680 
680 
679 
678 
678 

677 
677 
676 
675 
675 
674 
673 
673 
672 
672 

671 
670 
670 
669 
669 
668 
667 
667 
666 
666 

665 
665 
663 
664 
663 
662 
661 
661 
661 
660 

659 
659 
658 
658 
657 
656 
656 
656 
654 
655 



log tanh X 



9.802 876 

9.803 283 

9.803 690 

9.804 095 
9.804 500 

9.804 904 

9.805 307 

9.805 709 

9.806 110 
9.806 511 

9.806 910 

9.807 309 

9.807 706 

9.808 103 
9.808 499 

9.808 894 

9.809 289 

9.809 682 

9.810 074 
9.810 466 

9.810 857 
9.811247 
9.811636 
9.812 024 
9.812 412 

9.812 798 

9.813 184 
9.813 569 

9.813 953 
9.814336 

9.814 718 

9.815 100 
9.815 480 

9.815 860 

9.816 239 
9.816 617 

9.816 995 

9.817 371 

9.817 747 

9.818 122 

9.818 496 

9.818 869 

9.819 241 
9.819 613 

9.819 984 

9.820 354 

9.820 723 
9.821092 

9.821 459 
9.821826 



407 
407 
405 
405 
404 
403 
402 
401 
401 
399 

399 
397 
397 
396 
395 
395 
393 
392 
392 
391 

390 
389 
388 
388 
386 
386 
385 
384 
383 
382 

382 
380 
380 
379 
378 
378 
376 
376 
375 
374 

373 
372 
372 
371 
370 
369 
369 
367 
367 
366 
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0.800 
0.801 
0.802 
0.803 
0.804 
0.805 
0.806 
0.807 
0.808 
0.809 

0.810 
0.811 
0.812 
0.813 
0.814 
0.815 
0.816 
0.817 
0.818 
0.819 

0.820 
0.821 
0.822 
0.823 
0.824 
0.825 
0.826 
0.827 
0.828 
0.829 

0.830 
0.831 
0.832 
0.833 
0.834 
0.835 
0.836 
0.837 
0.838 
0.839 

0.840 
0.841 
0.842 
0.843 
0.844 
0.845 
0.846 
0.847 
0.848 
0.849 



log ooflh X 



0.126 273 
0.126 561 
0.126 850 
0.127139 
0.127 428 
0.127 718 
0.128 007 
0.128 297 
0.128 588 
0.128 878 

0.129 169 
0.129 460 
0.129 751 
0.130 042 
0.130 334 
0.130 626 
0.130 918 
0.131210 
0.131503 
0.131795 

0.132 089 
0.132 382 
0.132 675 
0.132 969 
0.133 263 
0.133 557 
0.133 852 
0.134 147 
0.134 442 
0.134 737 

0.135 032 
0.135 328 
0.135 624 
0.135 920 
0.136 216 
0.136 513 
0.136 809 
0.137 106 
0.137 404 
0.137 701 

0.137 999 
0.138 297 
0.138 595 
0.138 894 
0.139 192 
0.139 491 
0.139 790 
0.140 090 
0.140 389 
0.140 689 



288 
289 
289 
289 
290 
289 
290 
291 
290 
291 

291 
291 
291 
292 
292 
292 
292 
293 
292 
294 

293 
293 
294 
294 
294 
295 
295 
295 
295 
295 

296 
296 
296 
296 
297 
296 
297 
298 
297 
298 

298 
298 
299 
298 
299 
299 
300 
299 
300 
300 



log ainh i 



9.948 465 

9.949 119 

9.949 772 

9.950 424 

9.951 076 
9.951728 

9.952 379 

9.953 030 

9.953 679 

9.954 329 

9.954 978 

9.955 626 

9.956 274 

9.956 921 

9.957 568 

9.958 214 

9.958 860 

9.959 505 

9.960 150 

9.960 794 

9.961 437 

9.962 080 

9.962 723 

9.963 365 

9.964 006 

9.964 647 

9.965 288 

9.965 928 

9.966 567 

9.967 206 

9.967 845 

9.968 483 

9.969 120 

9.969 757 

9.970 394 

9.971 030 

9.971 665 

9.972 300 

9.972 935 

9.973 569 

9.974 202 

9.974 835 

9.975 468 

9.976 100 

9.976 731 

9.977 362 

9.977 993 

9.978 623 

9.979 253 
9.979 882 



654 
653 
652 
652 
652 
651 
651 
649 
650 
649 

648 
648 
647 
647 
646 
646 
645 
645 
644 
643 

643 
643 
642 
641 
641 
641 
640 
639 
639 
639 

638 
637 
637 
637 
636 
635 
635 
635 
634 
633 

633 
633 
632 
631 
631 
631 
630 
630 
629 
629 



log tanh z 



9.822 192 
9.822 557 

9.822 922 

9.823 285 

9.823 648 

9.824 010 
9.824 372 

9.824 732 

9.825 092 
9.825 451 

9.825 809 

9.826 167 
9.826 523 

9.826 879 

9.827 234 
9.827 588 

9.827 942 

9.828 295 
9.828 647 

9.828 998 

9.829 349 

9.829 699 

9.830 048 
9.830 396 

9.830 743 
9.831090 
9.831436 

9.831 781 

9.832 126 
9.832 470 

9.832 813 

9.833 155 
9.833 497 

9.833 838 

9.834 178 
9.834 517 

9.834 856 

9.835 194 
9.835 531 

9.835 867 

9.836 203 
9.836 538 

9.836 873 

9.837 206 
9.837 539 

9.837 871 

9.838 203 
9.838 534 

9.838 864 

9.839 193 



365 
365 
363 
363 
362 
362 
360 
360 
359 
358 

358 
356 
356 
355 
354 
354 
353 
352 
351 
351 

350 
349 
348 
347 
347 
346 
345 
345 
344 
343 

342 
342 
341 
340 
339 
339 
338 
337 
336 
336 

335 
335 
333 
333 
332 
332 
331 
330 
329 
329 
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0.850 
0.851 
0.852 
0.853 
0.854 
0.855 
0.856 
0.857 
0.858 
0.859 

0.860 
0.861 
0.862 
0.863 
0.864 
0.865 
0.866 
0.867 
0.868 
0.869 

0.870 
0.871 
0.872 
0.873 
0.874 
0.875 
0.876 
0.877 
0.878 
0.879 

0.880 
0.881 
0.882 
0.883 
0.884 
0.885 
0.886 
0.887 
0.888 
0.8S9 

0.890 
0.891 
0.892 
0.893 
0.894 
0.895 
0.896 
0.897 
0.898 
0.899 



locooshz 



0.140 989 
0.141289 
0.141590 
0.141890 
0.142 191 
0.142 492 
0.142 794 
0.143 095 
0.143 397 
0.143 699 

0.144 001 
0.144 304 
0.144 607 
0.144 910 
0.145 213 
0.145 516 
0.145 820 
0.146 124 
0.146 428 
0.146 732 

0.147 036 
0.147 341 
0.147 646 
0.147 951 
0.148 257 
0.148 562 
0.148 868 
0.149 174 
0.149 480 
0.149 787 

0.150 093 
0.150 400 
0.150 707 
0.151015 
0.151322 
0.151630 
0.151938 
0.152 246 
0.152 555 
0.152 863 

0.153 172 
0.153 481 
0.153 790 
0.154 100 
0.154 410 
0.154 720 
0.155 030 
0.155 340 
0.155 651 
0.155 961 



300 
301 
300 
301 
301 
302 
301 
302 
302 
302 

303 
303 
303 
303 
303 
304 
304 
304 
304 
304 

305 
305 
305 
306 
305 
306 
306 
306 
307 
306 

307 
307 
308 
307 
308 
308 
308 
309 
308 
309 

309 
309 
310 
310 
310 
310 
310 
311 
310 
311 



logrinhz 



9.980 511 

9.981 139 

9.981 766 

9.982 394 

9.983 021 

9.983 647 

9.984 273 

9.984 898 

9.985 523 

9.986 147 

9.986 771 

9.987 395 

9.988 018 

9.988 641 

9.989 263 

9.989 884 

9.990 506 

9.991 126 

9.991 747 

9.992 367 

9.992 986 

9.993 605 

9.994 224 

9.994 842 

9.995 459 

9.996 077 

9.996 693 

9.997 310 

9.997 926 

9.998 541 

9.999 156 
9.999 771 
0.000 385 
0.000 998 
0.001 612 
0.002 224 
0.002 837 
0.003 449 
0.004 060 
0.004 671 

0.005 282 
0.005 892 
0.006 502 
0.007 112 
0.007 721 
0.008 329 
0.008 938 
0.009 545 
0.010 153 
0.010 760 



628 
627 
628 
627 
626 
626 
625 
625 
624 
624 

624 
623 
623 
622 
621 
622 
620 
621 
620 
619 

619 
619 
618 
617 
618 
616 
617 
616 
615 
615 

615 
614 
613 
614 
612 
613 
612 
611 
611 
611 

610 
610 
610 
609 
608 
609 
607 
608 
607 
606 



log tanhz 



9.839 522 

9.839 850 

9.840 177 
9.840 503 

9.840 829 

9.841 155 

9.841 479 
9.841803 

9.842 126 
9.842 448 

9.842 770 

9.843 091 
9.843 411 

9.843 731 

9.844 050 
9.844 368 

9.844 686 

9.845 003 
9.845 319 
9.845 635 

9.845 950 

9.846 264 
9.846 578 

9.846 891 

9.847 203 
9.847 514 

9.847 825 

9.848 136 
9.848 445 

9.848 754 

9.849 063 
9.849 370 
9.849 677 

9.849 984 

9.850 289 
9.850 594 
9.850 899 
9.851203 
9.851506 
9.851808 

9.852 110 
9.852 411 

9.852 712 

9.853 012 
9.853 311 
9.853 610 

9.853 908 

9.854 205 
9.854 502 
9.854 798 



328 
327 
326 
326 
326 
324 
324 
323 
322 
322 

321 
320 
320 
319 
318 
318 
317 
316 
316 
315 

314 
314 
313 
312 
311 
311 
311 
309 
309 
309 

307 
307 
307 
305 
305 
305 
304 
303 
302 
302 

301 
301 
300 
299 
299 
298 
297 
297 
296 
296 
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0.900 
0.901 
0.902 
0.903 
0.904 
0.905 
0.906 
0.907 
0.908 
0.909 

0.910 
0.911 
0.912 
0.913 
0.914 
0.915 
0.916 
0.917 
0.918 
0.919 

0.920 
0.921 
0.922 
0.923 
0.924 
0.925 
0.926 
0.927 
0.928 
0.929 

0.930 
0.931 
0.932 
0.933 
0.934 
0.935 
0.936 
0.937 
0.938 
0.939 

0.940 
0.941 
0.942 
0.943 
0.944 
0.945 
0.946 
0.947 
0.948 
0.949 



locooshx 



0.156 272 
0.156 584 
0.156 895 
0.157 207 
0.157 518 
0.157 830 
0.158143 
0.158 455 
0.158 768 
0.159 081 

0.159 394 
0.159 707 
0.160 021 
0.160 334 
0.160 648 
0.160 962 
0.161277 
0.161591 
0.161906 
0.162 221 

0.162 536 
0.162 851 
0.163 167 
0.163 483 
0.163 799 
0.164 115 
0.164 431 
0.164 748 
0.165 065 
0.165 382 

0.165 699 
0.166 016 
0.166 334 
0.166 651 
0.166 969 
0.167 288 
0.167 606 
0.167 925 
0.168 243 
0.168 563 

0.168 882 
0.169 201 
0.169 521 
0.169 841 
0.170161 
0.170 481 
0.170 801 
0.171122 
0.171442 
0.171763 



i 



312 
311 
312 
311 
312 
313 
312 
313 
313 
313 

313 
314 
313 
314 
314 
315 
314 
315 
315 
315 

315 
316 
316 
316 
316 
316 
317 
317 
317 
317 

317 
318 
317 
318 
319 
318 
319 
318 
320 
319 

319 
320 
320 
320 
320 
320 
321 
320 
321 
322 



logsinh z 



0.011 366 
0.011 972 
0.012 578 
0.013 183 
0.013 788 
0.014 392 
0.014 996 
0.015 600 
0.016 203 
0.016 806 

0.017 409 
0.018 011 
0.018 612 
0.019 214 
0.019 814 
0.020 415 
0.021 015 
0.021 615 
0.022 214 
0.022 813 



0.023 
0.024 
0.024 
0.025 
0.025 
0.026 
0.026 
0.027 
0.028 
0.028 

0.029 
0.029 
0.a30 
0.031 
0.031 
0.032 
0.032 
0.033 
0.034 
0.034 

0.035 
0.035 
0.036 
0.037 
0.037 
0.038 
0.038 
0.039 
0.040 
0.040 



411 
009 
607 
204 
801 
398 
994 
590 
185 
780 

375 
969 
563 
156 
749 
342 
935 
527 
118 
709 

300 
891 
481 
071 
660 
249 
838 
426 
014 
602 



606 
606 
605 
605 
604 
604 
604 
603 
603 
603 

602 
601 
602 
600 
601 
600 
600 
599 
599 
598 

598 
598 
697 
597 
597 
596 
596 
595 
595 
595 

594 
594 
503 
593 
593 
593 
502 
591 
591 
591 

591 
590 
590 
589 
589 
589 
588 
588 
588 
587 



log tanhx 



9.855 094 
9.855 389 

9.855 683 

9.856 977 
9.856 270 
9.856 562 

9.856 864 

9.857 145 

9.857 436 
9.867 726 

9.858 015 
9.858 304 
9.858 592 

9.858 879 

9.859 166 
9.859 463 

9.859 738 

9.860 023 
9.860 308 

9.860 592 

9.860876 

9.861 158 
9.861440 

9.861 722 

9.862 003 
9.862 283 
9.862 563 

9.862 842 

9.863 121 
9.863 399 

9.863 676 

9.863 963 

9.864 229 
9.864 505 

9.864 780 

9.865 055' 
9.865 328 
9.865 602 

9.865 876 

9.866 147 

9.866 419 
9.866 690 

9.866 960 

9.867 230 
9.867 500 

9.867 769 

9.868 037 
9.868 305 
9.868 572 
9.868 838 



295 
294 
294 
293 
292 
292 
291 
291 
290 
289 

289 
288 
287 
287 
287 
286 
286 
285 
284 
283 

283 
282 
282 
281 
280 
280 
279 
279 
278 
277 

277 
276 
276 
276 
276 
273 
274 
273 
272 
272 

271 
270 
270 
270 
269 
268 
268 
267 
266 
266 
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{Cantinued) 



0.950 
0.951 
0.952 
0.953 
0.954 
0.955 
0.956 
0.957 
0.958 
0.959 

0.960 
0.961 
0.962 
0.963 
0.964 
0.965 
0.966 
0.967 
0.968 
0.969 

0.970 
0.971 
0.972 
0.973 
0.974 
0.975 
0.976 
0.977 
0.978 
0.979 

0.980 
0.981 
0.982 
0.983 
0.984 
0.985 
0.986 
0.987 
0.988 
0.989 

0.990 
0.991 
0.992 
0.993 
0.994 
0.995 
0.996 
0.997 
0.998 
0.999 



10g008h> 



0.172 085 
0.172 406 
0.172 728 
0.173 049 
0.173 371 
0.173 694 
0.174 016 
0.174 338 
0.174 661 
0.174 984 

0.175 307 
0.175 631 
0.175 954 
0.176 278 
0.176 602 
0.176 926 
D. 177 250 
0.177 575 
0.177 899 
0.178 224 

0.178 549 
0.178 875 
0.179 200 
0.179 526 
0.179 851 
0.180 177 
0.180 504 
0.180 830 
0.181 157 
0.181483 

0.181810 
0.182 137 
0.182 465 
0.182 792 
0.183 120 
0.183 448 
0.183 776 
0.184 104 
0.184 433 
0.184 761 

0.185 090 
0.185 419 
0.185 748 
0.186 078 
0.186 407 
0.186 737 
0.187 067 
0.187 397 
0.187 727 
0.188 058 



d 



321 
322 
321 
322 
323 
322 
322 
323 
323 
323 

324 
323 
324 
324 
324 
324 
325 
324 
325 
325 

326 
325 
326 
325 
326 
327 
326 
327 
326 
327 

327 
328 
327 
328 
328 
328 
328 
329 
328 
329 

329 
329 
330 
329 
330 
330 
330 
330 
331 
331 



logBinh z 



0.041 189 
0.041 776 
0.042 362 
0.042 949 
0.043 534 
0.044 120 
0.044 705 
0.045 290 
0.045 874 
0.046 458 

0.047 042 
0.047 625 
0.048 208 
0.048 791 
0.049 373 
0.049 955 
0.050 537 
0.051 118 
0.051 699 
0.052 279 

0.052 860 
0.053 439 
0.054 019 
0.054 598 
0.055 177 
0.055 756 
0.056 334 
0.056 912 
0.057 489 
0.058 066 

0.058 643 
0.059 220 
0.059 796 
0.060 372 
0.060 947 
0.061 523 
0.062 098 
0.062 672 
0.063 246 
0.063 820 

0.064 394 
0.064 967 
0.065 540 
0,066 113 
0.066 685 
0.067 257 
0.067 829 
0.068 400 
0.068 971 
0.069 542 



687 
586 
687 
685 
586 
585 
585 
684 
684 
684 

583 
683 
683 
682 
582 
682 
681 
681 
680 
581 

579 
680 
579 
679 
579 
678 
578 
577 
577 
677 

677 
576 
576 
575 
576 
575 
674 
574 
574 
574 

573 
673 
573 
572 
572 
572 
571 
671 
671 
570 



log tanh z 



9.869104 
9.869 370 
9.869 636 

9.869 899 

9.870 163 
9.870 426 
9.870 689 

9.870 951 

9.871 213 
9.871 474 

9.871 735 
.871995 
.872 264 

9.872 513 

9.872 771 

9.873 029 
9.873 286 
9.873 543 

9.873 799 

9.874 055 

9.874 310 
^.874 665 

9.874 819 

9.875 073 

9.875 326 

9.876 678 
9.876 830 
9.876 082 
9.876 333 
9.876 583 

9.876 833 

9.877 082 
9.877 331 
9.877 680 

9.877 827 

9.878 076 
9.878 322 
9.878 568 

9.878 814 

9.879 059 

9.879 304 
9.879 548 

9.879 792 

9.880 035 
9.880 278 
9.880 620 
9.880 762 
9.881003 
9.881244 
9.881484 



266 
265 
264 
264 
263 
263 
262 
262 
261 
261 

260 
259 
269 
258 
258 
257 
267 
256 
256 
255 

265 
254 
254 
253 
252 
252 
262 
251 
250 
250 

249 
249 
249 
247 
248 
247 
246 
246 
245 
245 

244 
244 
243 
243 
242 
242 
241 
241 
240 
240 
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(Continued) 



logooshz 





^ 


1.000 


0.188 389 


1.001 


0.188 719 


1.002 


0.189 050 


1.003 


0.189 382 


1.004 


0.189 713 


1.005 


0.190 045 


1.006 


0.190 376 


1.007 


0.190 708 


1.008 


0.191040 


1.009 


0.191373 


1.010 


0.191705 


1.011 


0.192 038 


1.012 


0.192 371 


1.013 


0.192 704 


1.014 


0.193 037 


1.015 


0.193 370 


1.016 


a. 193 704 


1.017 


0.194 038 


1.018 


0.194 372 


1.019 


0.194 706 


1.020 


0.195 040 


1.021 


0.195 374 


1.022 


0.195 709 


1.023 


0.196 044 


1.024 


0.196 379 


1.025 


0.196 714 


1.026 


0.197 049 


1.027 


0.197 385 


1.028 


0.197 720 


1.029 


0.198 056 


1.030 


0.198 392 


1.031 


0.198 728 


1.032 


0.199 065 


1.033 


0.199 401 


1.034 


0.199 738 


1.035 


0.200 075 


1.036 


0.200 412 


1.037 


0.200 749 


1.038 


0.201087 


1.039 


0.201424 


1.040 


0.201 762 


1.041 


0.202 100 


1.042 


0.202 438 


1.043 


0.202 776 


1.044 


0.203 115 


1.045 


0.203 453 


1.046 


0.203 792 


1.047 


0.204 131 


1.048 


0.204 470 


1.049 


0.204 809 



i 



330 
331 
332 
331 
332 
331 
332 
332 
333 
332 

333 
333 
333 
333 
333 
334 
334 
334 
334 
334 

334 
335 
335 
335 
335 
335 
336 
335 
336 
336 

336 
337 
336 
337 
337 
337 
337 
338 
337 
338 

338 
338 
338 
339 
338 
339 
339 
339 
339 
340 



logsinh z 



0.070 112 
0.070 682 
0.071 252 
0.071 822 
0.072 391 
0.072 960 
0.073 528 
0.074 096 
0.074 664 
0.075 232 

0.075 799 
0.076 366 
0.076 933 
0.077 499 
0.078 065 
0.078 631 
0.079 196 
0.079 762 
0.080 326 
0.080 891 

0.081455 
0.082 019 
0.082 583 
0.083 146 
0.083 709 
0.084 272 
0.084 835 
0.085 397 
0.085 959 
0.086 520 

0.087 082 
0.087 643 
0.088 203 
0.088 764 
0.089 324 
0.089 884 
0.090 443 
0.091003 
0.091 562 
0.092 121 

0.092 679 
0.093 237 
0.093 795 
0.094 353 
0.094 910 
0.095 467 
0.096 024 
0.096 580 
0.097 136 
0.097 692 



570 
570 
570 
569 
569 
568 
568 
568 
568 
567 

567 
567 
566 
566 
566 
565 
566 
564 
565 
564 

564 
564 
563 
563 
563 
563 
562 
562 
561 
562 

561 
560 
561 
560 
560 
559 
560 
559 
559 
558 

558 
558 
558 
557 
557 
557 
556 
556 
556 
556 



logtanhz 



9.881724 

9.881 963 

9.882 202 
9.882 440 
9.882 678 

9.882 915 

9.883 152 
9.883 388 
9.883 624 

9.883 859 

9.884 094 
9.884 328 
9.884 562 

9.884 795 

9.885 028 
9.885 261 
9.885 493 
9.885 724 

9.885 955 
9.886185 

9.886 415 
9.886 645 

9.886 874 
9.887103 

9.887 331 
9.887 558 

9.887 786 

9.888 012 
9.888 238 
9.888 464 

9.888 690 

9.888 914 

9.889 139 
9.889 363 
9.889 586 

9.889 809 

9.890 032 
9.890 254 
9.890 475 
9.890 696 

9.890 917 

9.891 137 
9.891357 

9.891 576 
9.891795 

9.892 014 
9.892 232 
9.892 449 
9.892 666 
9.892 883 



239 
239 
238 
238 
237 
237 
236 
236 
235 
235 

234 
234 
233 
233 
233 
232 
231 
231 
230 
230 

230 
229 
229 
228 
227 
228 
226 
226 
226 
226 

224 
225 
224 
223 
223 
223 
222 
221 
221 
221 

220 
220 
219 
219 
219 
218 
217 
217 
217 
216 



306 



APPENDIX 



TABLES OF LOGARITHMS OF HYPERBOLIC FUNCTIONS 

(Continued) 



1.050 
1.051 
1.052 
1.053 
1.054 
1.055 
1.056 
1.057 
1.058 
1.059 

1.060 
1.061 
1.062 
1.063 
1.064 
1.065 
1.066 
1.067 
1.068 
1.069 

1.070 
1.071 
1.072 
1.073 
1.074 
1.075 
1.076 
1.077 
1.078 
1.079 

1.080 
1.081 
1.082 
1.083 
1.084 
1.085 
1.066 
1.087 
1.088 
1.089 

1.090 
1.091 
1.092 
1.093 
1.094 
1.095 
1.096 
1.097 
1.098 
1.099 



logooehz 



0.205 149 
0.205 488 
0.205 828 
0.206168 
0.206 508 
0.206 848 
0.207 189 
0.207 530 
0.207 870 
0.208 211 

0.208 552 
0.208 894 
0.209 235 
0.209 577 
0.209 919 
0.210 261 
0.210 603 
0.210 945 
0.211 287 
0.211630 

0.211 973 
0.212 316 
0.212 659 
0.213 002 
0.213 346 
0.213 689 
0.214 033 
0.214 377 
0.214 721 
0.215 065 

0.215 410 
0.215 754 
0.216 099 
0.216 444 
0.216 789 
0.217 134 
0.217 479 
0.217 825 
0.218 171 
0.218 516 

0.218 862 
0.219 209 
0.219 555 
0.219 901 
0.220 248 
0.220 595 
0.220 942 
0.221 289 
0.221 636 
0.221 983 



339 
340 
340 
340 
340 
341 
341 
340 
341 
341 

342 
341 
342 
342 
342 
342 
342 
342 
343 
343 

343 
343 
343 
344 
343 
344 
344 
344 
344 
345 

344 
345 
345 
345 
345 
345 
346 
346 
345 
346 

347 
346 
346 
347 
347 
347 
347 
347 
347 
348 



logrinh z 



0.098 248 
0.098 803 
0.099 358 
0.099 913 
0.100 468 
0.101022 
0.101^76 
0.102 130 
0.102 683 
0.103 236 

0.103 789 
0.104 342 
0.104 894 
0.105 446 
0.105 998 
0.106 550 
0.107 101 
0.107 652 
0.108 203 
0.108 753 

0.109 304 
0.109 854 
0.110 403 
0.110 953 
0.111502 
0.112 051 
0.112 600 
0.113 148 
0.113 696 
0.114244 

0.114 792 
0.115 339 
0.115 886 
0.116 433 
0.116 980 
0.117 526 
0.118 072 
0.118 618 
0.119 164 
0.119 709 

0.120 254 
0.120 799 
0.121344 
0.121888 
0.122 432 
0.122 976 
0.123 520 
0.124 063 
0.124 606 
0.125 149 



555 
555 
555 
555 
554 
554 
554 
553 
553 
553 

553 
552 
552 
552 
552 
551 
551 
551 
550 
551 

550 
549 
550 
549 
549 
549 
548 
548 
548 
548 

547 
547 
547 
547 
546 
546 
546 
546 
545 
545 

545 
545 
544 
544 
544 
544 
543 
543 
543 
543 



log tanhx 



9.893 099 
9.893 315 
9.893 530 
9.893 745 

9.893 960 

9.894 173 
9.894 387 
9.894 600 

9.894 813 

9.895 025 

9.895 237 
9.895 448 
9.895 659 

9.895 870 

9.896 080 
9.896 289 
9.896 498 
9.896 707 

9.896 915 

9.897 123 

9.897 331 
9.897 538 
9.897 744 

9.897 951 

9.898 156 
9.898 362 
9.898 667 
9.898 771 

9.898 975 

9.899 179 

9.899 382 
9.899 585 
9.899 787 

9.899 989 

9.900 191 
9.900 392 
9.900 593 
9.900 793 

9.900 993 

9.901 193 

9.901 392 
9.901591 
9.901 789 

9.901 987 

9.902 184 
9.902 381 
9.902 578 
9.902 774 

9.902 970 

9.903 166 



216 
215 
215 
215 
213 
214 
213 
213 
212 
212 

211 
211 
211 
210 
209 
209 
209 
206 
206 
206 

207 
206 
207 
205 
206 
205 
204 
204 
204 
203 

203 
202 
202 

202 
201 
201 
200 
200 
200 
199 

199 
198 
198 
197 
197 
197 
196 
196 
196 
195 
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1.100 
1.101 
1.102 
1.103 
1.104 
1.105 
1.106 
1.107 
1.106 
1.109 

1.110 
1.111 
1.112 
1.113 
1.114 
1.115 
1.116 
1.117 
1.118 
1.119 

1.120 
1.121 
1.122 
1.123 
1.124 
1.125 
1.126 
1.127 
1.128 
1.129 

1.130 
1.131 
1.132 
1.133 
1.134 
1.135 
1.136 
1.137 
1.138 
1.139 

1.140 
1.141 
1.142 
1.143 
1.144 
1.145 
1.146 
1.147 
1.148 
1.149 



locooahz 



0.222 331 
0.222 679 
0.223 027 
0.223 375 
0.223 723 
0.224 071 
0.224 420 
0.224 768 
0.225117 
0.225 466 

0.225 815 
0.226 165 
0.226 514 
0.226 864 
0.227 213 
0.227 563 
0.227 913 
0.228 263 
0.228 614 
0.228 964 

0.229 315 
0.229 666 
0.230 017 
0.230 368 
0.230 719 
0.231 070 
0.231422 
0.231 774 
0.232 126 
0.232 478 

0.232 830 
0.233 182 
0.233 534 
0.233 887 
0.234 240 
0.234 593 
0.2^4 946 
0.235 299 
0.235 652 
0.236 006 

0.236 359 
0.236 713 
0.237 067 
0.237 421 
0.237 775 
0.238130 
0.238 484 
0.238 839 
0.239 194 
0.239 548 



d 



348 
348 
348 
348 
348 
349 
348 
349 
349 
349 

350 
349 
350 
349 
350 
350 
350 
351 
350 
351 

351 
351 
351 
351 
351 
352 
352 
352 
352 
352 

352 
352 
353 
353 
353 
353 
353 
353 
354 
353 

354 
354 
354 
354 
355 
354 
355 
355 
354 
356 



logsinhz 



0.125 692 
0.126 234 
0.126 776 
0.127 318 
0.127 860 
0.128 401 
0.128 943 
0.129 484 
0.130 024 
0.130 565 

0.131105 
0.131645 
0.132 185 
0.132 724 
0.133 264 
0.133 803 
0.134 342 
0.134 880 
0.135 419 
0.135 957 

0.136 495 
0.137 032 
0.137 570 
0.138 107 
0.138 644 
0.139 181 
0.139 717 
0.140 253 
0.140 789 
0.141325 

0.141861 
0.142 396 
0.142 931 
0.143 466 
0.144 001 
0.144 536 
0.145 070 
0.145 604 
0.146138 
0.146 671 

0.147 205 
0.147 738 
0.148 271 
0.148 803 
0.149 336 
0.149 868 
0.150 400 
0.150 932 
0.151464 
0.151995 



542 
542 
542 
542 
541 
542 
541 
540 
541 
540 

540 
540 
539 
540 
539 
539 
538 
539 
538 
538 

537 
538 
537 
637 
537 
536 
536 
536 
536 
536 

535 
535 
535 
535 
535 
534 
534 
534 
533 
534 

533 
533 
532 
533 
532 
532 
532 
532 
531 
531 



log tanhx 



9.903 361 
9.903 555 
9.903 750 

9.903 944 

9.904 137 
9.904 330 
9.904 523 
9.904 715 

9.904 907 

9.905 099 

9.905 290 
9.905 480 
9.905 671 

9.905 861 

9.906 050 
9.906 240 
9.906 428 
9.906 617 
9.906 805 

9.906 992 

9.907 180 
9.907 366 
9.907 553 
9.907 739 

9.907 925 
9.908110 

9.908 295 
9.908 480 

9.908 664 

9.909 031 
9.909 214 
9.909 397 
9.909 579 
9.909 761 

9.909 943 

9.910 124 
9.910 305 
9.910 485 
9.910 666 

9.910 845 
9.911 
9.911 

9.911 382 
9.911 561 

9.911 739 
9.911916 

9.912 093 
9.912 270 
9.912 447 




94 
95 
94 
93 
93 
93 
92 
92 
92 
91 

90 
91 
90 

89 
90 
88 
89 
88 
87 
88 

86 
87 
86 
86 
85 
85 
85 
84 
84 
83 

83 
83 
82 
82 
82 
81 
81 
80 
81 
79 

80 
79 
78 
79 
78 
77 
77 
77 
77 
76 



308 



APPENDIX 



TABLES OP LOGARITHMS OF HYPERBOLIC FUNCTIONS 

(Continued) 



1.150 
1.151 
1.152 
1.153 
1.154 
1.155 
1.156 
1.167 
1.158 
1.159 

1.160 
1.161 
1.162 
1.163 
1.164 
1.165 
1.166 
1.167 
1.168 
1.169 

1.170 
1.171 
1.172 
1.173 
1.174 
1.175 
1.176 
1.177 
1.178 
1.179 

1.180 
1.181 
1.182 
1.183 
1.184 
1.185 
1.186 
1.187 
1.188 
1.189 

1.190 
1.191 
1.192 
1.193 
1.194 
1.195 
1.196 
1.197 
1.198 
1.199 



logooshx 



0.239 904 
0.240 259 
0.240 614 
0.240 970 
0.241 325 
0.241 681 
0.242 037 
0.242 393 
0.242 749 
0.243 106 

0.243 462 
0.243 819 
0.244 176 
0.244 532 
0.244 890 
0.245 247 
0.245 604 
0.245 962 
0.246 319 
0.246 677 

0.247 035 
0.247 393 
0.247 751 
0.248109 
0.248 468 
0.248 827 
0.249 185 
0.249 544 
0.249 903 
0.250 262 

0.250 622 
0.250 981 
0.251 341 
0.251 700 
0.252 060 
0.252 420 
0.252 780 
0.253140 
0.253 501 
0.253 861 

0.254 222 
0.254 583 
0.254 944 
0.255 305 
0.255 666 
0.256 027 
0.256 389 
0.256 750 
0.257 112 
0.257 474 



d 



355 
355 
356 
355 
356 
356 
356 
356 
357 
356 

357 
357 
356 
358 
357 
357 
358 
357 
358 
358 

358 
358 
358 
359 
359 
358 
359 
359 
359 
360 

359 
360 
359 
360 
360 
360 
360 
361 
360 
361 

361 
361 
361 
361 
361 
362 
361 
362 
362 
362 



locainhx 



0.152 526 
0.153 057 
0.153 588 
0.154119 
0.154 649 
0.155 179 
0.155 709 
0.156 239 
0.156 768 
0.167 297 

0.157 826 
0.158 355 
0.158 884 
0.159 412 
0.159 941 
0.160 469 
0.160 996 
0.161524 
0.162 051 
0.162 579 

0.163106 
0.163 632 
0.164 159 
0.164 685 
0.165 211 
0.165 737 
0.166 263 
0.166 789 
0.167 314 
0.167 839 

0.168 364 
0.168 889 
0.169 414 
0.169 938 
0.170 462 
0.170 986 
0.171510 
0.172 033 
0.172 567 
0.173 080 

0.173 603 
0.174126 
0.174 648 
0.175 171 
0.175 693 
0.176 215 
0.176 737 
0.177 258 
0.177 780 
0.178 301 



531 
631 
531 
630 
630 
630 
530 
529 
529 
529 

529 
529 
528 
529 
528 
527 
528 
527 
528 
527 

526 
527 
526 
626 
526 
526 
626 
525 
525 
525 

525 
525 
624 
524 
524 
524 
523 
524 
523 
623 

623 
522 
523 
522 
622 
522 
521 
522 
521 
521 



log tanhz 



9.912 623 
9.912 798 

9.912 974 

9.913 149 
9.913 324 
9.913 498 
9.913 672 

9.913 846 

9.914 019 
9.914 192 

9.914 364 
9.914 636 
9.914 708 

9.914 880 

9.915 051 
9.915 222 
9.915 392 
9.915 662 
9.915 732 

9.915 902 

9.916 071 
9.916 239 
9.916 408 
9.916 576 
9.916 744 

9.916 911 

9.917 078 
9.917 245 
9.917 411 
9.917 577 

9.917 743 

9.917 908 

9.918 073 
9.918 238 
9.918 402 
9.918 566 
9.918 730 

9.918 893 

9.919 056 
9.919 219 

9.919 381 
9.919 543 
9.919 705 

9.919 866 

9.920 027 
9.920 188 
9.920 348 
9.920 508 
9.920 668 
9.920 827 



75 

76 
75 
75 

74 
74 
74 
73 
73 
72 

72 
72 
72 
71 
71 
70 
70 
70 
70 
69 

68 
69 
68 
68 
67 
67 
67 
66 
66 
66 

65 
65 
65 
64 
64 
64 
63 
63 
63 
62 

62 
62 
61 
61 
61 
60 
60 
60 
59 
59 
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logooshz 



1.200 


0.257 836 


1.201 


0.258 198 


1.202 


0.258 560 


1.203 


0.258 923 


1.204 


0.259 285 


1.205 


0.259 648 


1.206 


0.260 011 


1.207 


0.260 373 


1.208 


0.260 736 


1.209 


0.261 100 


1.210 


0.261 463 


1.211 


0.261826 


1.212 


0.262 190 


1.213 


0.262 554 


1.214 


0.262 917 


1.216 


0.263 281 


1.216 


0.263 645 


1.217 


0.264 010 


1.218 


0.264 374 


1.210 


0.264 738 


1.220 


0.265103 


1.221 


0.265 468 


1.222 


0.265 833 


1.223 


0.266 198 


1.224 


0.266 563 


1.225 


0.266 928 


1.226 


0.267 293 


1.227 


0.267 659 


1.228 


0.268 024 


1.229 


0.268 390 


1.230 


0.268 756 


1.231 


0.969 122 


1.232 


0.269 488 


1.233 


0.269 854 


1.234 


0.270 221 


1.235 


0.270 587 


1.236 


0.270 954 


1.237 


0.271 321 


1.238 


0.271687 


1.239 


0.272 054 


1.240 


0.272 422 


1.241 


0.272 789 


1.242 


0.273 156 


1.243 


0.273 524 


1.244 


0.273 891 


1.245 


0.274 259 


1.246 


0.274 627 


1.247 


0.274 995 


1.248 


0.275 363 


1.249 


0.275 731 



362 
362 
363 
362 
363 

m 

362 
363 
364 
363 

363 
364 
364 
363 
364 
364 
365 
364 
364 
365 

365 
365 
365 
365 
365 
365 
366 
365 
366 
366 

366 
366 
366 
367 
366 
367 
367 
366 
367 
368 

367 
367 
368 
367 
368 
368 
368 
368 
368 
368 



logsinh z 



0.178 822 
0.179 343 
0.179 864 
0.180 384 
0.180 904 
0.181424 
0.181944 
0.182 464 
0.182 984 
0.183 503 

0.184 022 
0.184 541 
0.185 060 
0.185 578 
0.186 097 
0.186 615 
0.187 133 
0.187 651 
0.188169 
0.188 686 

0.189 204 
0.189 721 
0.190 238 
0.190 754 
0.191271 
0.191787 
0.192 304 
0.192 820 
0.193 336 
0.193 851 

0.194 367 
0.194 882 
0.195 397 
0.195 912 
0.196 427 
0.196 942 
0.197 466 
0.197 971 
0.198 485 
0.198 999 

0.199 512 
0.200 026 
0.200 539 
0.201053 
0.201566 
0.202 079 
0.202 591 
0.203 104 
0.203 616 
0.204129 



d 



521 
521 
520 
520 
520 
520 
520 
520 
519 
519 

519 
519 
518 
519 
518 
518 
518 
518 
517 
518 

517 
517 
516 
517 
516 
517 
516 
516 
515 
516 

515 
515 
515 
515 
515 
514 
515 
514 
514 
513 

514 
513 
514 
513 
513 
512 
513 
512 
513 
512 



logtAnhz 



9.920 986 

9.921 145 
9.921 303 
9.921 461 
9.921 619 
9.921 777 

9.921 934 

9.922 091 
9.922 247 
9.922 403 

9.922 559 
9.922 715 

9.922 870 

9.923 025 
9.923 179 
9.923 334 
9.923 488 
9.923 641 
9.923 795 

9.923 948 

9.924 100 
9.924 253 
9.924 405 
9.924 557 
9.924 708 

9.924 859 

9.925 010 
9.925 161 
9.925 311 
9.925 461 

9.925 611 
9.925 760 

9.925 909 

9.926 058 
9.926 206 
9.926 355 
9.926 502 
9.926 650 
9.926 797 

9.926 944 

9.927 091 
9.927 237 
9.927 383 
9.927 529 
9.927 674 
9.927 820 

9.927 965 

9.928 109 
9.928 253 
9.928 397 



59 
58 
58 
58 
58 
57 
67 
56 
56 
56 

56 
55 
55 
54 
55 
54 
53 
54 
53 
52 

53 
52 
52 
51 
51 
51 
51 
50 
50 
50 

49 
49 
49 
48 
49 
47 
48 
47 
47 
47 

46 
46 
46 
45 
46 
45 
44 
44 
44 
44 
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1.250 
1.251 
1.252 
1.253 
1.254 
1.255 
1.256 
1.257 
1.258 
1.259 

1.260 
1.261 
1.262 
1.263 
1.264 
1.265 
1.266 
1.267 
1.268 
1.269 

1.270 
1.271 
1.272 
1.273 
1.274 
1.275 
1.276 
1.277 
1.278 
1.279 

1.280 
1.281 
1.282 
1.283 
1.284 
1.285 
1.286 
1.287 
1.288 
1.289 

1.290 
1.291 
1.292 
1.293 
1.294 
1.295 
1.296 
1.297 
1.298 
1.299 



logooohx 



0.276 099 
0.276 468 
0.276 837 
0.277 205 
0.277 574 
0.277 943 
0.278 312 
0.278 681 
0.279 051 
0.279 420 

0.279 790 
0.280 159 
0.280 529 
0.280 899 
0.281269 
0.281 639 
0.282 009 
0.282 380 
0.282 750 
0.283 121 

0.283 492 
0.283 863 
0.284 233 
0.284 605 
0.284 976 
0.285 347 
0.285 719 
0.286 090 
0.286 462 
0.286 834 

0.287 206 
0.287 578 
0.287 960 
0.288 322 
0.288 694 
0.289 067 
0.289 439 
0.289 812 
0.290 185 
0.290 558 

0.290 931 
0.291304 
0.291 677 
0.292 051 
0.292 424 
0.292 798 
0.293 172 
0.293 546 
0.293 919 
0.294 294 



i 



369 
369 
368 
369 
369 
369 
369 
370 
369 
370 

369 
370 
370 
370 
370 
370 
371 
370 
371 
371 

371 
370 
372 
371 
371 
372 
371 
372 
372 
372 

372 
372 
372 
372 
373 
372 
373 
373 
373 
373 

373 
373 
374 
373 
374 
374 
374 
373 
375 
374 



log sinh X 



0.204 641 
0.205 152 
0.205 664 
0.206 176 
0.206 687 
0.207 198 
0.207 709 
0.208 220 
0.208 731 
0.209 241 

0.209 752 
0.210 262 
0.210 772 
0.211282 
0.211 792 
0.212 301 
0.212 811 
0.213 320 
0.213 829 
0.214 338 

0.214 847 
0.215 355 
0.215 864 
0.216 372 
0.216 880 
0.217 388 
0.217 896 
0.218 403 
0.218 911 
0.219 418 

0.219 925 
0.220 432 
0.220 939 
0.221446 
0.221 952 
0.222 459 
0.222 965 
0.223 471 
0.223 977 
0.224 482 

0.224 988 
0.225 493 
0.225 999 
0.226 504 
0.227 009 
0.227 514 
0.228 018 
0.228 523 
0.229 027 
0.229 531 



i 



log tanh X 



511 
512 
512 
511 
511 
511 
511 
511 
510 
511 

510 
510 
510 
510 
509 
510 
509 
509 
509 
509 

508 
509 
508 
508 
508 
508 
507 
508 
507 
607 

507 
507 
507 
506 
507 
606 
506 
606 
605 
506 

505 
506 
505 
605 
505 
604 
505 
504 
604 
604 



9.928 541 
9.928 685 
9.928 828 

9.928 970 

9.929 113 
9.929 255 
9.929 397 
9.929 539 
9.929 680 
9.929 821 

9.929 962 

9.930 103 
9.930 243 
9.930 383 
9.930 623 
9.930 662 
9.930 801 

9.930 940 

9.931 079 
9.931217 

9.931 355 
9.931 493 
9.931630 

9.931 767 
9.931904 

9.932 041 
9.932 177 
9.932 313 
9.932 449 
9.932 584 

9.932 720 
9.932 865 

9.932 989 

9.933 124 
9.933 258 
9.933 392 
9.933 525 
9.933 669 
9.933 792 

9.933 925 

9.934 057 
9.934 189 
9.934 321 
9.934 463 
9.934 685 
9.934 716 
9.934 847 

9.934 977 
9.936 108 

9.935 238 



d 



44 
43 
42 
43 
42 
42 
42 
41 
41 
41 

41 
40 
40 
40 
39 
39 
39 
39 
38 
38 

38 
37 
37 
37 
37 
36 
36 
36 
36 
36 

35 
34 
35 
34 
34 
33 
34 
33 
33 
32 

32 
32 
32 
32 
31 
31 
30 
31 
30 
30 
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locooshz 



1.300 


0.294 668 


1.301 


0.295 042 


1.302 


0.295 416 


1.303 


0.295 791 


1.304 


0.296 166 


1.305 


0.296 540 


1.306 


0.296 915 


1.307 


0.297 290 


1.308 


0.297 665 


1.309 


0.298 040 


1.310 


0.298 416 


1.311 


0.298 791 


1.312 


0.299 167 


1.313 


. 0.299 542 


1.314 


0.299 918 


1.315 


0.300 294 


1.316 


0.300 670 


1.317 


0.301046 


1.318 


0.301422 


1.319 


0.301 798 


1.320 


0.302 175 


1.321 


0.302 551 


1.322 


0.302 928 


1.323 


0.303 304 


1.324 


0.303 681 


1.325 


0.304 058 


1.326 


0.304 435 


1.327 


0.304 812 


1.328 


0.305 190 


1.329 


0.305 567 


1.330 


0.305 944 


1.331 


0.306 322 


1.332 


0.306 700 


1.333 


0.307 077 


1.334 


0.307 455 


1.335 


0.307 833 


1.336 


0.308 211 


1.337 


0.308 590 


1.338 


0.308 968 


1.339 


0.309 346 


1.340 


0.309 725 


1.341 


0.310 103 


1.342 


0.310 482 


1.343 


0.310 861 


1.344 


0.311 240 


1.345 


0.311 619 


1.346 


0.311 998 


1.347 


0.312 377 


1.348 


0.312 757 


1.349 


0.313 136 



374 
374 
375 
375 
374 
376 
375 
375 
375 
376 

375 
376 
375 
376 
376 
376 
376 
376 
376 
377 

376 
377 
376 
377 
377 
377 
377 
378 
377 
377 

378 
378 
377 
378 
378 
378 
379 
378 
378 
379 

378 
379 
379 
379 
379 
379 
379 
380 
379 
380 



logrizxhz 



0.230 035 
0.230 539 
0.231043 
0.231 547 
0.232 050 
0.232 554 
0.233 057 
0.233 560 
0.234 063 
0.234 565 

0.235 068 
0.235 570 
0.236 073 
0.236 575 
0.237 077 
0.237 579 
0.238 080 
0.238 582 
0.239 083 
0.239 584 

0.240 086 
0.240 586 
0.241087 
0.241588 
0.242 089 
0.242 589 
0.243 089 
0.243 589 
0.244 089 
0.244 589 

0.245 089 
0.245 588 
0.246 088 
0.246 587 
0.247 086 
0.247 585 
0.248 084 
0.248 583 
0.249 081 
0.249 580 

0.250 078 
0.250 576 
0.251 074 
0.251 572 
0.252 070 
0.252 567 
0.253 065 
0.253 562 
0.254 060 
0.254 557 



d 



504 
504 
504! 
503 
504 
503 
503 
503 
502 
503 

502 
503 
502 
502 
502 
501 
502 
501 
501 
502 

500 
501 
501 
501 
500 
500 
500 
500 
500 
500 

499 
500 
499 
499 
499 
499 
499 
498 
499 
498 

498 
498 
498 
498 
497 
498 
497 
498 
497 
497 



logtanhz 



9.935 368 
9.935 497 
9.935 627 
9.935 756 

9.935 885 

9.936 013 
9.936 142 
9.936 270 
9.936 397 
9.936 525 

9.936 652 
9.936 779 

9.936 906 

9.937 032 
9.937 159 
9.937 285 
9.937 410 
9.937 536 
9.937 661 
9.937 786 

9.937 911 

9.938 035 
9.938 160 
9.938 284 
9.938 407 
9.938 531 
9.938 654 
9.938 777 

9.938 900 

9.939 022 

9.939 144 
9.939 266 
9.939 388 
9.939 510 
9.939 631 
9.939 752 
9.939 873 

9.939 993 
9.940113 

9.940 233 

9.940 353 
9.940 473 
9.940 592 
9.940 711 
9.940 830 

9.940 949 
9.941067 

9.941 185 
9.941303 
9.941 421 



d 



129 
130 
129 
129 
128 
129 
128 
127 
128 
127 

127 
127 
126 
127 
126 
125 
126 
125 
125 
125 

124 
125 
124 
123 
124 
123 
123 
123 
122 
122 

122 
122 
122 
121 
121 
121 
120 
120 
120 
120 

120 
119 
119 
119 
119 
118 
118 
118 
118 
117 



312 



APPENDIX 



TABLES OF LOGARITHMS OF HYPERBOLIC FUNCTIONS 

(Continued) 



1.350 
1.351 
1.352 
1.353 
1.354 
1.355 
1.356 
1.357 
1.358 
1.359 

1.360 
1.361 
1.362 
1.363 
1.364 
1.365 
1.366 
1.367 
1.368 
1.369 

1.370 
1.371 
1.372 
1.373 
1.374 
1.375 
1.376 
1.377 
1.378 
1.379 

1.380 
1.381 
1.382 
1.383 
1.384 
1.385 
1.386 
1.387 
1.388 
1.389 

1.390 
1.391 
1.392 
1.393 
1.394 
1.395 
1.396 
1.397 
1.398 
1.399 



logooohx 



0.313 516 
0.313 895 
0.314 275 
0.314 655 
0.315 035 
0.315 415 
0.315 795 
0.316 175 
0.316 556 
0.316 936 

0.317 317 
0.317 697 
0.318 078 
0.318 459 
0.318 840 
0.319 221 
0.319 602 
0.319 983 
0.320 365 
0.320 746 

0.321 128 
0.321 509 
0.321 891 
0.322 273 
0.322 655 
0.323 037 
0.323 419 
0.323 802 
0.324 184 
0.324 566 

0.324 949 
0.325 331 
0.325 714 
0.326 097 
0.326 480 
0.326 863 
0.327 246 
0.327 629 
0.328 013 
0.328 396 

0.328 780 
0.329 163 
0.329 547 
0.329 931 
0.330 315 
0.330 699 
0.331 083 
0.331 467 
0.331851 
0.332 235 



d 



379 
3dO 
380 
380 
380 
380 
380 
381 
380 
381 

380 
381 
381 
381 
381 
381 
381 
382 
381 
382 

381 
382 
382 
382 
382 
382 
383 
382 
382 
383 

382 
383 
383 
383 
383 
383 
383 
384 
383 
384 

383 
384 
384 
384 
384 
384 
384 
384 
384 
385 



lognnhz 



0.255 054 
0.255 550 
0.256 047 
0.256 544 
0.257 040 
0.257 536 
0.258 032 
0.258 528 
0.259 024 
0.259 520 

0.260 016 
0.260 511 
0.261006 
0.261502 
0.261997 
0.262 492 
0.262 987 
0.263 481 
0.263 976 
0.264 470 



d 



0.264 
0.265 
0.265 
0.266 
0.266 
0.267 
0.267 
0.268 
0.268 
0.269 



965 
459 
953 
447 
941 
434 
928 
421 
915 
408 



0.269 901 
0.270 394 
0.270 886 
0.271379 
0.271 872 
0.272 364 
0.272 856 
0.273 349 
0.273 841 
0.274 333 

0.274 824 
0.275 316 
0.275 808 
0.276 299 
0.276 790 
0.277 282 
0.277 773 
0.278 264 
0.278 754 
0.279 245 



496 
497 
497 
496 
496 
496 
496 
496 
496 
496 

495 
495 
496 
495 
495 
495 
494 
495 
494 
495 

494 
494 
494 
494 
493 
494 
493 
494 
493 
493 

493 
492 
493 
493 
492 
492 
493 
492 
492 
491 

492 
492 
491 
491 
492 
491 
491 
490 
491 
491 



logtanhs 



9.941 538 
9.941655 
9.941 772 

9.941 889 

9.942 005 
9.942 121 
9.942 237 
9.942 353 
9.942 469 
9.942 584 

9.942 699 
9.942 814 

9.942 928 

9.943 043 
9.943 157 
9.943 271 
9.943 384 
9.943 498 
9.943 611 
9.943 724 

9.943 837 

9.943 949 

9.944 062 
9.944 174 
9.944 286 
9.944 397 
9.944 509 
9.944 620 
9.944 731 
9.944 841 

9.944 952 

9.945 062 
9.945 172 
9.945 282 
9.945 392 
9.945 501 
9.945 610 
9.945 719 
9.945 828 

9.945 936 

9.946 045 
9.946 153 
9.946 261 
9.946 368 
9.946 476 
9.046 583 
9.946 690 
9.946 797 

9.946 903 

9.947 010 



117 
117 
117 
110 
116 
116 
116 
116 
115 
115 

116 
114 
115 
114 
114 
113 
114 
113 
113 
113 

112 
113 
112 
112 
111 
112 
111 
111 
110 
111 

110 
110 
110 
110 
109 
109 
109 
109 
108 
109 

108 
108 
107 
108 
107 
107 
107 
106 
107 
106 
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{Continued) 



1.400 
1.401 
1.402 
1.403 
1.404 
1.405 
1.406 
1.407 
1.408 
1.409 

1.410 
1.411 
1.412 
1.413 
1.414 
1.415 
1.416 
1.417 
1.418 
1.419 

1.420 
1.421 
1.422 
1.423 
1.424 
1.425 
1.426 
1.427 
1.428 
1.429 

1.430 
1.431 
1.432 
1.433 
1.434 
1.435 
1.436 
1.437 
1.438 
1.439 

1.440 
1.441 
1.442 
1.443 
1.444 
1.445 
1.446 
1.447 
1.448 
1.449 



logoosh X 



0.332 620 
0.333 004 
0.333 389 
0.333 774 
0.334 159 
0.334 544 
0.334 929 
0.335 314 
0.335 699 
0.336 084 

0.336 470 
0.336 855 
0.337 241 
0.337 626 
0.33»012 
0.338 398 
0.338 784 
0.339 170 
0.339 556 
0.339 942 

0.340 329 
0.340 715 
0.341 101 
0.341488 
0.341 875 
0.342 261 
0.342 648 
0.343 035 
0.343 422 
0.343 809 

0.344 197 
0.344 584 
0.344 971 
0.345 359 
0.345 746 
0.346134 
0.346 522 
0.346 909 
0.347 297 
0.347 685 

0.348 073 
0.348 462 
0.348 850 
0.349 238 
0.349 627 
0.350 015 
0.350 404 
0.350 792 
0.351 181 
0.351 570 



384 
385 
385 
385 
385 
385 
385 
385 
385 
386 

385 
386 
385 
386 
386 
386 
386 
386 
386 
387 

386 
386 
387 
387 
386 
387 
387 
387 
387 
388 

387 

387 
388 
387 
388 
388 
387 
388 
388 
388 

389 
388 
388 
389 
388 
389 
388 
389 
389 
389 



logainhx 



0.279 736 
0.280 226 
0.280 717 
0.281207 
0.281 697 
0.282 187 
0.282 677 
0.283 167 
0.283 656 
0.284 146 

0.284 635 
0.285 124 
0.285 614 
0.286 103 
0.286 592 
0.287 080 
0.287 569 
0.288 058 
0.288 546 
0.289 035 

0.289 523 
0.290 011 
0.290 499 
0.290 987 
0.291 475 
0.291962 
0.292 450 
0.292 937 
0.293 425 
0.293 912 

0.294 399 
0.294 886 
0.295 373 
0.295 860 
0.296 346 
0.296 833 
0.297 319 
0.297 806 
0.298 292 
0.298 778 

0.299 264 
0.299 750 
0.300 236 
0.300 721 
0.301207 
0.301692 
0.302 178 
0.302 663 
0.303 148 
0.303 633 



490 
491 
490 
490 
490 
490 
490 
489 
490 
4S9 

489 
490 
4S9 
489 
488 
4S9 
489 
488 
489 
488 

488 
488 
488 
488 
487 
488 
487 
488 
487- 
487 

487 
487 
487 
486 
487 
486 
487 
486 
486 
486 

486 
486 
485 
486 
485 
486 
485 
485 
485 
485 



log taxihx 



9.947116 
9.947 222 
9.947 327 
9.947 433 
9.947 538 
9.947 643 
9.947 748 
9.947 853 

9.947 957 

9.948 061 

9.94S165 
9.948 269 
9.948 373 
9.948 476 
9.948 579 
9.948 682 
9.948 785 
9.948 888 

9.948 990 

9.949 092 

9.949194 
9.949 296 
9.949 398 
9.949 499 
9.949 600 
9.949 701 
9.949 802 

9.949 902 

9.950 002 
9.950103 

9.950 202 
9.950 302 
9.950 402 
9.950 501 
9.950 600 
9.950 699 
9.950 798 
9.950 896 

9.950 995 
9.951093 

9.951 191 
9.951288 
9.951386 
9.951483 
9.951 580 
9.951677 
9.951774 
9.951 871 

9.951 967 

9.952 063 



06 
05 
06 
05 
05 
05 
05 
04 
04 
04 

04 
04 
03 
03 
03 
03 
03 
02 
02 
02 

02 
02 
01 
01 
01 
01 
00 
00 
01 
99 

00 
00 
99 
99 
99 
99 
98 
99 
98 
98 

97 
98 
97 
97 
97 
97 
97 
96 
96 
96 
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(CarUinued) 



logooakz 



1.450 


0.351 959 


1.451 


0.352 348 


1.452 


0.352 737 


1.453 


0.353 126 


1.454 


0.353 516 


1.455 


0.353 905 


1.456 


0.354 295 


1.457 


0.354 684 


1.458 


0.355 074 


1.459 


0.355 463 


1.460 


0.355 853 


1.461 


0.356 243 


1.462 


0.356 633 


1.463 


0.357 023 


1.464 


0.357 413 


1.465 


0.357 804 


1.466 


0.358194 


1.467 


0.358 584 


1.468 


0.358 975 


1.460 


0.359 365 


1.470 


0.359 756 


1.471 


0.360 147 


1.472 


0.360 537 


1.473 


0.360 928 


1.474 


0.361 319 


1.475 


0.361 710 


1.476 


0.362 101 


1.477 


0.362 493 


1.478 


0.362 884 


1.479 


0.363 275 


1.480 


0.363 667 


1.481 


0.364 058 


1.482 


0.364 450 


1.483 


0.364 842 


1.484 


0.365 233 


1.485 


0.365 625 


1.486 


0.366 017 


1.487 


0.366 409 


1.488 


0.366 801 


1.489 


0.367 194 


1.490 


0.367 586 


1.491 


0.367 978 


1.492 


0.368 371 


1.493 


0.368 763 


1.494 . 


0.369156 


1.495 


0.369 548 


1.496 


0.360 941 


1.497 


0.370 334 


1.498 


0.370 727 


1.499 


0.371 120 



389 
389 
389 
390 
389 
390 
389 
390 
389 
390 

390 
390 
390 
390 
391 
390 
390 
391 
390 
391 

391 
390 
391 
391 
391 
391 
392 
391 
391 
392 

391 
392 
392 
391 
392 
392 
392 
392 
393 
392 

392 
393 
392 
393 
392 
393 
393 
393 
393 
393 



loKsinkz 



0.304 118 
0.304 603 
0.305 088 
0.305 572 
0.306 057 
0.306 541 
0.307 025 
0.307 510 
0.307 994 
0.308 478 

0.308 962 
0.309 445 
0.309 929 
0.310 412 
0.310 896 
0.311 379 
0.311863 
0.312 346 
0.312 829 
0.313 312 

0.313 794 
0.314 277 
0.314 760 
0.315 242 
0.315 725 
0.316 207 
0.316 689 
0.317 171 
0.317 653 
0.318135 

0.318 617 
0.319 099 
0.319 580 
0.320 062 
0.320 543 
0.321 025 
0.321 506 
0.321 987 
0.322 468 
0.322 949 

0.323 430 
0.323 911 
0.324 391 
0.324 872 
0.325 352 
0.325 832 
0.326 313 
0.326 793 
0.327 273 
0.327 753 



i 



485 
485 
484 
485 
484 
484 
485 
484 
484 
484 

483 
484 
483 
484 
483 
484 
483 
483 
483 
482 

483 
483 
482 
483 
482 
482 
482 
482 
482 
482 

482 
481 
482 
481 
482 
481 
481 
481 
481 
481 

481 
480 
481 
480 
480 
481 
480 
480 
480 
480 



logtanhz 



9.952 159 
9.952 255 
9.952 350 
9.952 446 
9.952 541 
9.952 636 
9.952 731 
9.952 826 

9.952 920 

9.953 014 

9.953 108 
9.953 202 
9.953 296 
9.953 389 
9.953 483 
9.953 576 
9.953 669 
9.953 761 
9.953 854 

9.953 946 

9.954 039 
9.954 131 
9.954 222 
9.954 314 
9.954 405 
9.954 497 
9.954 588 
9.954 679 
9.954 769 
9.954 860 

9.954 950 

9.955 040 
9.955 130 
9.955 220 
9.955 310 
9.955 399 
9.955 489 
9.955 578 
9.955 667 
9.955 755 

9.955 844 

9.955 932 

9.956 020 
9.956109 
9.956196 
9.956 284 
9.956 372 
9.956 459 
9.956 546 
9.956 633 



96 
95 
96 
95 
95 
95 
95 
94 
94 
94 

94 
94 
93 
94 
93 
93 
92 
93 
92 
93 

92 
91 
92 
91 
92 
91 
91 
90 
91 
90 

90 
90 
90 
90 
89 
90 
89 
89 
88 
89 

88 
88 
89 
87 
88 
88 
87 
87 
87 
87 
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1.600 
1.601 
1.602 
1.603 
^.604 
1.606 
1.606 
1.607 
1.608 
1.609 

1.610 
1.611 
l.m2 
1.613 
1.614 
1.616 
1.616 
1.617 
1.618 
1.619 

1.620 
1.621 
1.622 
1.623 
1.624 
1.626 
1.626 
1.627 
1.628 
1.629 

1.630 
1.631 
1.632 
1.633 
1.634 
1.636 
1.636 
1.637 
1.638 
1.639 

1.640 
1.641 
1.642 
1.643 
1.644 
1.646 
1.646 
1.647 
1.648 
1.649 



logooskx 



0.371 613 
0.371 906 
0.372 299 
0.372 693 
0.373 086 
0.373 479 
0.373 873 
0.374 267 
0.374 660 
0.376 064 

0.376 448 
0.376 842 
0.376 236 
0.376 630 
0.377 024 
0.377 418 
0.377 813 
0.378 207 
0.378 601 
0.378 996 

0.379 390 
0.379 785 
0.380 180r 
0.380 676 
0.380 970 
0.381 366 
0.381 760 
0.382 166 
0.382 660 
0.382 946 

0.383 341 
0.383 736 
0.384 132 
0.384 527 
0.384 923 
0.385 319 
0.386 714 
0.386 110 
0.386 606 
0.386 902 

0.387 298 
0.387 694 
0.388 091 
0.388 487 
0.388 883 
0.389 280 
0.389 676 
0.390 073 
0.390 470 
0.390 866 



d 



393 
393 
394 
393 
393 
394 
394 
393 
394 
394 

394 
394 
394 
394 
394 
396 
394 
394 
396 
394 

396 
396 
396 
396 
396 
396 
396 
396 
396 
396 

396 
396 
396 
396 
396 
396 
396 
396 
396 
396 

396 
397 
396 
396 
397 
396 
397 
397 
396 
397 



logsinhx 



0.328 233 
0.328 712 
0.329 192 
0.329 672 
0.330 161 
0.330 630 
0.331 110 
0.331689 
0.332 068 
0.332 647 

0.333 026 
0.333 606 
0.333 983 
0.334 462 
0.334 941 
0.336 419 
0.336 897 
0.336 376 
0.336 864 
0.337 332 

0.337 810 
0.338 288 
0.338 766 
0.339 243 
0.339 721 
0.340 198 
0.340 676 
0.341 163 
0.341 630 
0.342 108 

0.342 685 
0.343 062 
0.343 639 
0.344 016 
0.344 492 
0.344 969 
0.345 446 
0.346 922 
0.346 398 
0.346 874 

0.347 360 
0.347 827 
0.348 303 
0.348 778 
0.349 264 
0.349 730 
0.360 206 
0.360 681 
0.361 167 
0.361 632 



d 



479 
480 
480 
479 
479 
480 
479 
479 
479 
479 

479 
478 
479 
479 
478 
478 
479 
478 
478 
478 

478 
478 
477 
478 
477 
478 
477 
477 
478 
477 

477 
477 
476 
477 
477 
476 
477 
476 
476 
476 

477 
476 
476 
476 
476 
476 
475 
476 
476 
475 



log taiili2 



9.966 720 
9.966 806 
9.966 893 

9.966 979 

9.967 066 
9.967 151 
9.967 237 
9.957 322 
9.957 408 
9.967 493 

9.967 578 

9.967 663 
9.957 748 
9.957 832 

9.957 917 

9.958 001 

9.968 085 
9.968 169 
9.968 252 
9.968 336 

9.968 419 
9.958 603 
9.968 686 
9.968 669 
9.958 761 
9.968 834 

9.958 916 

9.968 998 

9.959 080 

9.969 162 

9.959 244 
9.959 326 
9.959 407 
9.969 488 
9.969 669 
9.969 660 
9.969 731 
9.959 811 
9.969 892 

9.959 972 

9.960 062 
9.960 132 
9.960 212 
9.960 291 
9.960 371 
9.960 460 
9.960 629 
9.960 608 
9.960 687 
9.960 766 



86 
87 
86 
86 
86 
86 
86 
86 
85 
86 

85 
85 
84 
85 
84 
84 
84 
83 
84 
83 

84 
83 
83 
82 
83 
82 
82 
82 
82 
82 

82 
81 
81 
81 
81 
81 
80 
81 
80 
80 

80 
80 
79 
80 
79 
79 
79 
79 
79 
78 
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1.550 
1.651 
1.552 
1.553 
1.554 
1.555 
1.556 
1.557 
1.558 
1.559 

1.560 
1.561 
1.562 
1.563 
1.564 
1.565 
1.566 
1.567 
1.568 
1.569 

1.570 
1,571 
1.572 
1.573 
1.574 
1.575 
1.576 
1.577 
1.578 
1.579 

1.580 
1.581 
1.582 
1.583 
1.584 
1.585 
1.586 
1.587 
1.588 
1.589 

1.590 
1.591 
1.592 
1.593 
1.594 
1.595 
1.596 
1.597 
1.598 
1.599 



logooehz 



0.391263 
0.391660 
0.392 057 
0.392 454 
0.392 851 
0.393 248 
0.393 646 
0.394 043 
0.394 440 
0.394 838 

0.395 235 
0.395 633 
0.396 031 
0.396 428 
0.396 826 
0.397 224 
0.397 622 
0.398 020 
0.398 418 
0.398 816 

0.399 214 
0.399 613 
0.400 011 
0.400 409 
0.400 808 
0.401207 
0.401 605 
0.402 004 
0.402 403 
0.402 802 

0.403 200 
0.403 599 
0.403 998 
0.404 398 
0.404 797 
0.405 196 
0.405 595 
0.405 995 
0.406 394 
0.406 794 

0.407 193 
0.407 593 
0.407 993 
0.408 392 
0.408 792 
0.409 192 
0.409 592 
0.409 992 
0.410 392 
0.410 792 



397 
397 
397 
397 
397 
398 
397 
397 
398 
397 

398 
398 
397 
398 
398 
398 
398 
398 
398 
398 

399 
398 
398 
399 
399 
398 
399 
399 
399 
398 

399 
399 
400 
399 
399 
399 
400 
399 
400 
399 

400 
400 
399 
400 
400 
400 
400 
400 
400 
401 



loKonhz 



0.352 107 
0.352 583 
0.353 058 
0.353 533 
0.354 008 
0.354 483 
0.354 958 
0.355 432 
0.355 907 
0.356 381 

0.356 856 
0.357 330 
0.357 805 
0.358 279 
0.358 753 
0.359 227 
0.359 701 
0.360 175 
0.360 649 
0.361 122 

0.361 596 
0.362 069 
0.362 543 
0.363 016 
0.363 490 
0.363 963 
0.364 436 
0.364 909 
0.365 382 
0.365 855 

0.366 328 
0.366 800 
0.367 273 
0.367 746 
0.368 218 
0.368 691 
0.369 163 
0.369 635 
0.370 107 
0.370 580 

0.371 052 
0.371 523 
0.371 995 
0.372 467 
0.372 939 
0.373 410 
0.373 882 
0.374 353 
0.374 825 
0.375 296 



476 
475 
475 
475 
475 
475 
474 
475 
474 
475 

474 
475 
474 
474 
474 
474 
474 
474 
473 
474 

473 
474 
473 
474 
473 
473 
473 
473 
473 
473 

472 
473 
473 
472 
473 
472 
472 
472 
473 
472 

471 
472 
472 
472 
471 
472 
471 
472 
471 
471 



loctanhx 



9.960 923 

9.961 001 
9.961 079 
9.961 157 
9.961234 
9.961312 
9.961389 
9.961467 
9.961544 

9.961 621 
9.961697 

9.961 774 
9.961850 
9.961927 

9.962 003 
9.962 079 
9.962 155 
9.962 231 
9.962 306 

9.962 382 
9.962 457 
9.962 532 
9.962 607 
9.962 682 
9.962 756 
9.962 831 
9.962 905 

9.962 979 

9.963 053 

9.963 127 
9.963 201 
9.963 275 
9.963 348 
9.963 421 
9.963 495 
9.963 568 
9.963 641 
9.963 713 
9.963 786 

9.963 858 

9.963 931 

9.964 003 
9.964 075 
9.964147 
9.964 218 
9.964 290 
9.964 361 
9.964 433 

17 . Vv4 vU4 



79 

78 
78 
78 
77 
78 
77 
78 
77 
77 

76 
77 
76 
77 
76 
76 
76 
76 
75 
76 

75 
75 
75 
75 
74 
75 
74 
74 
74 
74 

74 
74 
73 
73 
74 
73 
73 
72 
73 
72 

73 
72 
72 

72 
71 
72 
71 
72 
71 
71 
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{Continued) 



1.600 
1.601 
1.602 
1.603 
1.604 
1.605 
1.606 
1.607 
1.608 
1.609 

1.610 
1.611 
1.612 
1.613 
1.614 
1.615 
1.616 
1.617 
1.618 
1.619 

1.620 
1.621 
1.622 
1.623 
1.624 
1.625 
1.626 
1.627 
1.628 
1.629 

1.630 
1.631 
1.632 
1.633 
1.634 
1.635 
1.636 
1.637 
1.638 
1.639 

1.640 
1.641 
1.642 
1.643 
1.644 
1.645 
1.646 
1.647 
1.648 
1.649 



logooshz 



0.411 193 
0.411 593 
0.411 993 
0.412 394 
0.412 794 
0.413 195 
0.413 596 
0.413 996 
0.414 397 
0.414 798 

0.415 199 
0.415 600 
0.416 001 
0.416 402 
0.416 803 
0.417 204 
0.417 605 
0.418 007 
0.418 408 
0.418 810 

0.419 211 
0.419 613 
0.420 014 
0.420 416 
0.420 818 
0.421220 
0.421622 
0.422 024 
0.422 426 
0.422 828 

0.423 230 
0.423 632 
0.424 034 
0.424 437 
0.424 839 
0.425 242 
0.425 644 
0.426 047 
0.426 449 
0.426 852 

0.427 255 
0.427 658 
0.428 060 
0.428 463 
0.428 866 
0.429 269 
0.429 673 
0.430 076 
0.430 479 
0.430 882 



400 
400 
401 
400 
401 
401 
400 
401 
401 
401 

401 
401 
401 
401 
401 
401 
402 
401 
402 
401 

402 
401 
402 
402 
402 
402 
402 
402 
402 
402 

402 
402 
403 
402 
403 
402 
403 
402 
403 
403 

403 
402 
403 
403 
403 
404 
403 
403 
403 
404 



logainhx 



0.375 767 
0.376 239 
0.376 710 
0.377 181 
0.377 652 
0.378 123 
0.378 593 
0.379 064 
0.379 535 
0.380 005 

0.380 476 
0.380 946 
0.381 416 
0.381 887 
0.382 357 
0.382 827 
0.383 297 
0.383 767 
0.384 237 
0.384 707 

0.385 176 
0.385 646 
0.386116 
0.386 585 
0.387 055 
0.387 524 
0.387 993 
0.388 462 
0.388 932 
0.389 401 

0.389 870 
0.390 339 
0.390 807 
0.391 276 
0.391 745 
0.392 214 
0.392 682 
0.393 151 
0.393 619 
0.394 088 

0.394 556 
0.395 024 
0.395 492 
0.395 960 
0.396 428 
0.396 896 
0.397 364 
0.397 832 
0.398 300 
0.398 767 



472 
471 
471 
471 
471 
470 
471 
471 
470 
471 

470 
470 
471 
470 
470 
470 
470 
470 
470 
469 

470 
470 
469 
470 
469 
469 
469 
470 
469 
460 

469 
468 
469 
469 
469 
468 
469 
468 
469 
468 

468 
468 
468 
468 
468 
468 
468 
468 
467 
468 



logtanh z 



9.964 575 
9.964 646 
9.964 716 
9.964 787 
9.964 857 
9.964 928 

9.964 998 

9.965 068 
9.965 138 
9.965 207 

9.965 277 
9.965 346 
9.965 416 
9.965 485 
9.965 554 
9.965 623 
9.965 692 
9.965 760 
9.965 829 
9.965 897 

9.965 965 

9.966 033 
9.966 101 
9.966169 
9.966 237 
9.966 304 
9.966 372 
9.966 439 
9.966 606 
9.966 573 

9.966 640 
9.966 707 
9.966 773 
9.966 840 
9.966 906 

9.966 972 

9.967 038 
9.967 104 
9.967 170 
9.967 236 

9.967 301 
9.967 366 
9.967 432 
9.967 497 
9.967 562 
9.967 627 
9.967 691 
9.967 756 
9.967 821 
9.967 885 



71 
70 
71 
70 
71 
70 
70 
70 
69 
70 

69 
70 
69 
69 
69 
69 
68 
69 
68 
68 

6^ 

68 

68 

68 

67 

68. 

67 

67 

67 

67 

67 
66 
67 
66 
66 
66 
66 
66 
66 
65 

65 
66 
65 
65 
65 
64 
65 
65 
64 
64 
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{Continued) 



logooehx 



1.650 


0.4312^6 


1.661 


0.431689 


1.652 


0.432 093 


1.653 


0.432 496 


1.654 


0.432 900 


1.655 


0.433 303 


1.656 


0.433 707 


1.657 


0.434 HI 


1.658 


0.434 615 


1.659 


0.434 919 


1.660 


0.436 323 


1.661 


0.436 727 


1.662 


0.436 131 


1.663 


0.436 636 


1.664 


0.436 939 


1.665 


0.437 343 


1.666 


0.437 748 


1.667 


0.438 162 


1.668 


0.438 656 


1.669 


0.438 961 


1.670 


0.439 366 


1.671 


0.439 770 


1.672 


0.440 176 


1.673 


0.440 679 


1.674 


0.440 984 


1.676 


0.441 389 


1.676 


0.441 794 


1.677 


0.442 199 


1.678 


0.442 604 


1.679 


0.443 009 


1.680 


0.443 414 


1.681 


0.443 819 


1.682 


0.444 224 


1.683 


0.444 630 


1.684 


0.445 036 


1.686 


0.446 440 


1.686 


0.446 846 


1.687 


0.446 261 


1.688 


0.446 667 


1.689 


0.447 062 


1.690 


0.447 468 


1.691 


0.447 874 


1.692 


0.448 280 


1.693 


0.448 685 


1.694 


0.449 091 


1.696 


0.449 497 


1.696 


0.449 903 


1.697 


0.450 309 


1.698 


0.460 716 


1.699 


0.461 122 



403 
404 
403 
404 
403 
404 
404 
404 
404 
404 

404 
404 
404 
404 
404 
405 
404 
404 
405 
404 

405 
406 
404 
405 
405 
405 
405 
406 
405 
406 

406 
406 
406 
406 
406 
406 
406 
406 
406 
406 

406 
406 
406 
406 
406 
406 
406 
406 
407 
406 



logoinhx 



0.399 235 
0.399 702 
0.400 170 
0.400 637 
0.401 105 
0.401 572 
0.402 039 
0.402 606 
0.402 973 
0.403 440 

0.403 907 
0:404 374 
0.404 841 
0.406 307 
0.406 774 
0.406 241 
0.406 707 
0.407 173 
0.407 640 
0.408 106 

0.408 672 
0.409 039 
0.409 606 
0.409 971 
0.410 437 
0.410 903 
0.411 368 
0.411 834 
0.412 300 
0.412 766 

0.413 231 
0.413 697 
0.414 162 
0.414 628 
0.415 093 
0.416 668 
0.416 023 
0.416 488 
0.416 964 
0.417 419 

0.417 883 
0.418 348 
0.418 813 
0.419 278 
0.419 743 
0.420 207 
0.420 672 
0.421 136 
0.421 601 
0.422 065 



467 
468 
467 
468 
467 
467 
467 
467 
467 
467 

467 
467 
466 
467 
467 
466 
466 
467 
466 
466 

467 
466 
466 
466 
466 
465 
466 
466 
466 
465 

466 
465 
466 
465 
466 
465 
465 
466 
465 
464 

465 
465 
466 
465 
464 
465 
464 
465 
464 
464 



logtanh z 



9.967 949 

9.968 013 
9.968 077 
9.968 141 
9.968 205 
9.968 268 
9.968 332 
9.968 396 
9.968 468 
9.968 621 

9.968 684 
9.968 647 
9.968 710 
9.968 772 
9.968 836 
9.968 897 

9.968 969 

9.969 021 
9.969 083 
9.969 145 

9.969 207 
9.969 269 
9.969 330 
9.969 391 
9.969 463 
9.969 614 
9.969 576 
9.969 636 
9.969 696 
9.969 767 

9.969 817 
9.969 878 
9.969 938 

9.969 998 

9.970 068 
9.970 118 
9.970 178 
9.970 237 
9.970 297 
9.970 366 



9.970 
9.970 
9.970 
9.970 
9.970 
9.970 
9.970 
9.970 
9.970 
9.970 



416 
474 
634 
692 
651 
710 
768 
827 
885 
943 



64 
64 
64 
64 
63 
64 
63 
63 
63 
63 

63 
63 
62 
63 
62 
62 
62 
62 
62 
62 

62 
61 
61 
62 
61 
61 
60 
61 
61 
60 

61 
60 
60 
60 
60 
60 
69 
60 
59 
69 

69 
60 
68 
69 
69 
68 
69 
68 
68 
69 
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(Coniintted) 



logooflkx 



1.700 


0.451 528 


1.701 


0.451934 


1.702 


0.452 340 


1.703 


0.452 747 


1.704 


0.453 153 


1.705 


0.453 560 


1.706 


0.453 966 


1.707 


0.454 373 


1.708 


0.454 780 


1.709 


0.455 186 


1.710 


0.455 593 


1.711 


0.456 000 


1.712 


0.456 407 


1.713 


0.456 814 


1.714 


0.457 221 


1.715 


0.457 628 


1.716 


0.458 035 


1.717 


0.458 442 


1.718 


0.458 849 


1.719 


0.459 256 


1.720 


0.459 663 


1.721 


0.460 071 


1.722 


0.460 478 


1.723 


0.460 886 


1.724 


0.461 293 


1.725 


0.461 701 


1.726 


0.462 108 


1.727 


0.462 516 


1.728 


0.462 924 


1.729 


0.463 331 


1.730 


0.463 739 


1.731 


0.464 147 


1.732 


0.464 555 


1.733 


0.464 963 


1.734 


0.465 371 


1.736 


0.465 779 


1.736 


0.466187 


1.737 


0.466 595 


1.738 


0.467 003 


1.739 


0.467 412 


1.740 


0.467 820 


1.741 


0.468 228 


1.742 


0.46S 637 


1.743 


0.469 045 


1.744 


0.469 454 


1.745 


0.469 862 


1.746 


0.470 271 


1.747 


0.470 680 


1.748 


0.471088 


1.749 


0.471 497 



406 
406 
407 
406 
407 
406 
407 
407 
406 
407 

407 
407 
407 
407 
407 
407 
407 
407 
407 
407 

408 
407 
408 
407 
408 
407 
408 
408 
407 
408 

408 
408 
408 
408 
408 
408 
408 
408 
409 
408 

408 
409 
408 
409 
408 
409 
409 
408 
409 
409 



logmnhz 



0.^^2 529 
0.422 994 
0.423 458 
0.423 922 
0.424 386 
0.424 850 
0.425 314 
0.425 778 
0.426 242 
0.426 705 

0.427 169 
0.427 633 
0.428 096 
0.428 560 
0.429 023 
0.429 487 
0.429 950 
0.430 413 
0.430 877 
0.431340 

0.431803 
0.432 266 
0.432 729 
0.433 192 
0.433 655 
0.434 117 
0.434 580 
0.435 043 
0.435 506 
0.435 968 

0.436 431 
0.436 893 
0.437 355 
0.437 818 
0.438 280 
0.438 742 
0.439 204 
0.439 667 
0.440 129 
0.440 591 

0.441 052 
0.441514 
0.441976 
0.442 438 
0.442 900 
0.443 361 
0.443 823 
0.444 284 
0.444 746 
0.445 207 



465 
464 
464 
464 
464 
464 
464 
464 
463 
464 

464 
463 
464 
463 
464 
463 
463 
464 
463 
463 

463 
463 
463 
463 
462 
463 
463 
463 
462 
463 

462 
462 
463 
462 
462 
462 
463 
462 
462 
461 

462 
462 
462 
462 
461 
462 
461 
462 
461 
462 



logtanhz 



9.971002 
9.971060 
9.971 117 
9.971 175 
9.971233 
9.971 290 
9.971348 
9.971405 
9.971 462 
9.971519 

9.971 576 
9.971633 
9.971 690 
9.971 746 
9.971803 
9.971859 
9.971 915 

9.971 972 

9.972 028 
9.972 084 

9.972 139 
9.972 195 
9.972 251 
9.972 306 
9.972 362 
9.972 417 
9.972 472 
9.972 527 
9.972 582 
9.972 637 

9.972 691 
9.972 746 
9.972 801 
9.972 855 
9.972 909 

9.972 963 

9.973 017 
9.973 071 
9.973 125 
9.973 179 

9.973 233 
9.973 286 
9.973 339 
9.973 393 
9.973 446 
9.973 499 
9.973 552 
9.973 605 
9.973 658 
9.973 710 



58 
57 
58 
58 
57 
58 
57 
57 
57 
57 

57 
57 
56 
57 
56 
56 
57 
56 
56 
55 

56 
56 
55 
56 
55 
55 
55 
55 
55 
54 

55 
55 
54 
54 
54 
54 
54 
54 
54 
54 

53 
53 
54 
53 
53 
53 
53 
53 
52 
53 
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(Continued) 



logooshx 



1.750 


0.471 906 


1.751 


0.472 315 


1.752 


0.472 724 


1.753 


0.473133 


1.754 


0.473 542 


1.765 


0.473 951 


1.756 


0.474 360 


1.757 


0.474 769 


1.758 


0.475 178 


1.759 


0.475 587 


1.760 


0.475 997 


1.761 


0.476 406 


1.762 


0.476 815 


1.763 


0.477 225 


1.764 


0.477 634 


1.765 


0.478 044 


1.766 


0.478 453 


1.767 


0.478 863 


1.768 


0.479 273 


1.769 


0.479 682 


1.770 


0.480 092 


1.771 


0.480 502 


1.772 


0.480 912 


1.773 


0.481322 


1.774 


0.481 732 


1.775 


0.482 142 


1.776 


0.482 552 


1.777 


0.482 962 


1.778 


0.483 372 


1.779 


0.483 7812 


1.780 


0.484193 


1.781 


0.484 603 


1.782 


0.485 013 


1.783 


0.485 424 


1.784 


0.485 834 


1.785 


0.486 245 


1.786 


0.486 655 


1.787 


0.487 066 


1.788 


0.487 476 


1.789 


0.487 887 


1.790 


0.488 298 


1.791 


0.488 708 


1.792 


0.489 119 


1.793 


0.489 530 


1.794 


0.489 941 


1.795 


0.490 352 


1.796 


0.490 763 


1.797 


0.491 174 


1.798 


0.491 585 


1.799 


0.491 996 



d 



409 
409 
409 
409 
409 
409 
409 
409 
409 
410 

409 
409 
410 
409 
410 
409 
410 
410 
409 
410 

410 
410 
410 
410 
410 
410 
410 
410 
410 
411 

410 
410 
411 
410 
411 
410 
411 
410 
411 
411 

410 
411 
411 
411 
411 
411 
411 
411 
411 
411 



logainhz 



0.445 669 
0.446 130 
0.446 591 
0.447 052 
0.447 514 
0.447 975 
0.448 436 
0.448 897 
0.449 358 
0.449 819 

0.450 279 
0.450 740 
0.451 201 
0.451 661 
0.452 122 
0.452 583 
0.453 043 
0.453 504 
0.453 964 
0.454 424 

0.454 885 
0.455 345 
0.455 805 
0.456 265 
0.456 725 
0.457 185 
0.457 645 
0.458105 
0.458 565 
0.459 025 

0.459 484 
0.459 944 
0.460 404 
0.460 863 
0.461 323 
0.461 782 
0.462 242 
0.462 701 
0.463 160 
0.463 620 

0.464 079 
0.464 538 
0.464 997 
0.465 456 
0.465 915 
0.466 374 
0.466 833 
0.467 292 
0.467 751 
0.468 210 



461 
461 
461 
462 
461 
461 
461 
461 
461 
460 

461 
461 
460 
461 
461 
460 
461 
460 
460 
461 

460 
460 
460 
460 
460 
460 
460 
460 
460 
459 

460 
460 
459 
460 
459 
460 
459 
459 
460 
459 

459 
459 
459 
459 
459 
459 
459 
459 
459 
458 



log tanh z 



9.973 763 
9.973 815 
9.973 868 
9.973 920 

9.973 972 

9.974 024 
9.974 076 
9.974 128 
9.974180 
9.974 231 

9.974 283 
9.974 334 
9.974 385 
9.974 437 
9.974 488 
9.974 539 
9.974 590 
9.974 640 
9.974 691 
9.974 742 

9.974 792 
9.974 843 
9.974 893 
9.974 943 

9.974 993 

9.975 043 
9.975 093 
9.975 143 
9.975193 
9.975 242 

9.975 292 
9.975 341 
9.975 390 
9.975 440 
9.975 489 
9.975 538 
9.975 587 
9.975 635 
9.975 684 
9.975 733 

9.975 781 
9.975 830 
9.975 878 
9.975 926 

9.975 974 

9.976 022 
9.976 070 
9.976 118 
9.976 166 
9.976 213 



52 
53 
52 
52 
52 
52 
52 
52 
51 
52 

51 
51 
52 
51 
51 
51 
50 
51 
51 
50 

51 
50 
50 
50 
50 
50 
50 
50 
49 
50 

49 
49 
50 
49 
49 
49 
48 
49 
49 
48 

49 
48 
48 
48 
48 
48 
48 
48 
47 
48 
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{Continued) 



1.800 
1.801 
1.802 
1.803 
1.804 
1.805 
1.806 
1.807 
1.808 
1.809 

1.810 
1.811 
1.812 
1.813 
1.814 
1.815 
1.816 
1.817 
1.818 
1.810 

1.820 
1.821 
1.822 
1.823 
1.824 
1.825 
1.826 
1.827 
1.828 
1.829 

1.830 
1.831 
1.832 
1.833 
1.834 
1.835 
1.836 
1.837 
1.838 
1.839 

1.840 
1.841 
1.842 
1.843 
1.844 
1.845 
1.846 
1.847 

1 .o4o 

1.849 



loKOoahz 



0.492 407 
0.492 819 
0. 403 230 
0.^3 641 
0.494 053 
0.494 464 
0.494 875 
0.495 287 
0.495 698 
0.496110 

0.496 522 
0.496 933 
0.497 345 
0.497 757 
0.498 168 
0.498 580 
0.498 992 
0.499 404 
0.499 816 
0.500 228 

0.500 640 
0.501 052 
0.501464 
0.501877 
0.502 289 
0.502 701 
0.503 113 
0.503 526 
0.503 938 
0.504 351 

0.504 763 
0.505 176 
0.505 588 
0.506 001 
0.506 413 
0.506 826 
0.507 239 
0.507 652 
0.508 064 
0.508 477 

0.508 890 
0.509 303 
0.509 716 
0.510 129 
0.510 542 
0.510 955 
0.511368 
0.611 782 
0.512 195 
0.512 608 



412 
411 
411 
412 
411 
411 
412 
411 
412 
412 

411 
412 
412 
411 
412 
412 
412 
412 
412 
412 

412 
412 
413 
412 
412 
412 
413 
412 
413 
412 

413 
412 
413 
412 
413 
413 
413 
412 
413 
413 

413 
413 
413 
413 
413 
413 
414 
413 
413 
414 



logmnhx 



0.468 668 
0.469 127 
0.469 586 
0.470 044 
0.470 503 
0.470 961 
0.471 420 
0.471 878 
0.472 336 
0.472 795 

0.473 253 
0.473 711 
0.474169 
0.474 627 
0.475 085 
0.475 543 
0.476 001 
0.476 459 
0.476 917 
0.477 375 

0.477 832 
0.478 290 
0.478 748 
0.479 205 
0.479 663 
0.480 120 
0.480 578 
0.481035 
0.481 493 
0.481950 

0.482 407 
0.482 864 
0.483 321 
0.483 779 
0.484 236 
0.484 693 
0.485150 
0.485 607 
0.486 064 
0.486 520 

0.486 977 
0.487 434 
0.487 891 
0.488 347 
0.488 804 
0.489 260 
0.489 717 
0.490 173 
0.490 630 
0.491 086 



459 

459 

458' 

459 

458 

459 

458 

458 

459 

458 

458 
458 
458 
458 
458 
458 
458 
458 
458 
457 

458 
458 
457 
458 
457 
458 
457 
458 
457 
457 

457 
457 
458 
457 
457 
457 
457 
457 
456 
457 

457 
457 
456 
457 
456 
457 
456 
457 
456 
457 



logtanh X 



9.976 261 
9.976 308 
9.976 356 
9.976 403 
9.976 450 
9.976 497 
9.976 544 
9.976 591 
9.976 638 
9.976 685 

9.976 731 
9.976 778 
9.976 824 
9.976 871 
9.976 917 

9.976 963 

9.977 009 
9.977 055 
9.977 101 
9.977 147 

9.977 192 
9.977 238 
9.977 283 
9.977 329 
9.977 374 
9.977 419 
9.977 464 
9.977 509 
9.977 554 
9.977 599 

9.977 644 
9.977 689 
9.977 733 
9.977 778 
9.977 822 
9.977 867 
9.977 911 
9.977 955 

9.977 999 

9.978 043 

9.978 087 
9.978 131 
9.978 174 
9.978 218 
9.978 262 
9.978 305 
9.978 348 
9.978 392 
9.978 435 
9.978 478 



i 



47 
48 
47 
47 
47 
47 
47 
47 
47 
46 

47 
46 
47 
46 
46 
46 
46 
46 
46 
45 

46 
45 
46 
45 
45 
45 
45 
45 
45 
45 

45 

44 
45 
44 
45 
44 
44 
44 
44 
44 

44 
43 
44 
44 
43 
43 
44 
43 
43 
43 
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1.850 
1.851 
1.852 
1.853 
1.854 



1 
1 
1 



855 

856 

857 



1.858 
1.859 

1.860 
1.861 
1.862 
1.863 
1.864 
1.865 
1.866 
1.867 
1.868 
1.860 

1.870 
1.871 
1.872 
1.873 
1.874 
1.875 
1.876 
1.877 
1.878 
1.879 

1.880 
1.881 
1.882 
1.883 
1.884 
1.885 
1.886 
1.887 
1.888 
1.889 

1.890 
1.891 
1.892 
1.893 
1.894 
1.895 
1.896 
1.897 
1.898 
1.899 



logoosh 2 



0.513 022 
0.513 435 
0.513 848 
0.514 262 
0.514 675 
0.515 089 
0.515 502 
0.515 916 
0.516 330 
0.516 743 

0.517 157 
0.517 571 
0.517 984 
0.518 398 
0.518 812 
0.519 226 
0.519 640 
0.520 054 
0.520 468 
0.520 882 

0.521 296 
0.521 711 
0.522 125 
0.522 539 
0.522 953 
0.523 368 
0.523 782 
0.524 196 
0.524 611 
0.525 025 

0.525 440 
0.525 854 
0.526 269 
0.526 683 
0.527 098 
0.527 513 
0.527 928 
0.528 342 
0.528 757 
0.529 172 

0.529 587 
0.530 002 
0.530 417 
0.530 832 
0.531 247 
0.531 662 
0.532 077 
0.532 492 
0.532 907 
0.533 323 



413 
413 
414 
413 
414 
413 
414 
414 
413 
414 

414 
413 
414 
414 
414 
414 
414 
414 
414 
414 

415 
414 
414 
414 
415 
414 
414 
415 
414 
415 

414 
415 
414 
415 
415 
415 
414 
415 
415 
415 

415 
415 
415 
415 
415 
415 
415 
415 
416 
415 



logainhz 



0.491 543 
0.491999 
0.492 455 
0.492 911 
0.493 367 
0.493 824 
0.494 280 
0.494 736 
0.495 192 
0.405 648 

0.496 103 
0.496 559 
0.497 015 
0.497 471 
0.497 927 
0.498 382 
0.498 838 
0.499 293 
0.499 749 
0.500 204 

0.500 660 
0.501 115 
0.501 571 
0.502 026 
0.502 481 
0.502 937 
0.503 392 
0.503 847 
0.504 302 
0.504 757 

0.505 212 
0.505 667 
0.506 122 
0.506 577 
0.507 032 
0.507 487 
0.507 941 
0.508 396 
0.508 851 
0.509 305 

0.509 760 
0.510 215 
0.510 669 
0.511 124 
0.511 578 
0.512 032 
0.512 487 
0.512 941 
0.513 395 
0.513 850 



456 
456 
456 
456 
457 
456 
456 
456 
456 
455 

456 
456 
456 
456 
455 
456 
455 
456 
455 
456 

455 
456 
455 
455 
456 
455 
455 
455 
455 
455 

455 
455 
455 
455 
455 
454 
455 
455 
454 
455 

455 
454 
455 
454 
454 
455 
454 
454 
455 
454 



HoKtanhz 



9.978 521 
9.978 564 
9.978 607 
9.978 650 
9.978 692 
9.^8 735 
9.978 777 
9.978 820 
9.978 862 
9.978 904 

9.978 947 

9.978 989 

9.979 031 
9.979 073 
9.979 114 
9.979 156 
9.979 198 
9.979 239 
9.979 281 
9.979 322 

9.979 364 
9.979 405 
9.979 446 
9.979 487 
9.979 528 
9.979 569 
9.979 610 
9.979 651 
9.979 691 
9.979 732 

9.979 772 
9.979 813 
9.979 853 
9.979 893 
9.979 934 

9.979 974 

9.980 014 
9.980 054 
9.980 094 
9.98013a 

9.980173 
9.980 213 
9.980 252 
9.980 292 
9.980 331 
9.980 370 
9.980 410 
9.980 449 
9.980 488 
9.880 527 



43 
43 
43 
42 
43 
42 
43 
42 
42 
43 

42 
42 
42 
41 
42 
42 
41 
42 
41 
42 

41 
41 
41 
41 
41 
41 
41 
40 
41 
40 

41 
40 
40 
41 
40 
40 
40 
40 
39 
40 

40 
39 
40 
39 
39 
40 
39 
39 
39 
39 
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1.900 
1.901 
1.902 
1.903 
1.904 
1.905 
1.906 
1.907 
1.908 
1.909 

1.910 
1.911 
1.912 
1.913 
1.914 
1.915 
1.916 
1.917 
1.918 
1.919 

1.920 
1.921 
1.922 
1.923 
1.924 
1.925 
1.926 
1.927 
1.928 
1.929 

1.930 
1.931 
1.932 
1.933 
1.934 
1.935 
1.936 
1.937 
1.938 
1.939 

1.940 
1.941 
1.942 
1.943 
1.944 
1.945 
1.946 
1.947 

1.949 



loftooab X 



0.533 738 
0.534 153 
0.534 569 
0.534 984 
0.535 399 
0.535 815 
0.536 230 
0.536 646 
0.537 061 
0.537 477 

0.537 893 
0.538 308 
0.538 724 
0.539 140 
0.539 556 
0.539 971 
0.540 387 
0.540 803 
0.541 219 
0.541 635 

0.542 051 
0.542 467 
0.542 883 
0.543 299 
0.543 715 
0.544 132 
0.544 548 
0.544 964 
0.545 380 
0.545 797 

0.546 213 
0.546 629 
0.547 046 
0.547 462 
0.547 879 
0.548 295 
0.548 712 
0.549128 
0.549 545 
0.549 962 

0.550 378 
0.550 795 
0.551 212 
0.551629 
0.552 046 
0.552 463 
0.552 879 
0.553 296 
0.553 713 
0.554 130 



415 
416 
415 
415 
416 
415 
416 
415 
416 
416 

415 
416 
416 
416 
415 
416 
416 
416 
416 
416 

416 
416 
416 
416 
417 
416 
416 
416 
417 
416 

416 
417 
416 
417 
416 
417 
416 
417 
417 
416 

417 
417 
417 
417 
417 
416 
417 
417 
417 
417 



logsinh X 



0.514 304 
0.514 758 
0.515 212 
0.515 666 
0.516 120 
0.516 574 
0.517 028 
0.517 482 
0.517 936 
0.518 390 

0.518 843 
0.519 297 
0.519 751 
0.520 205 
0.520 658 
0.521 112 
0.521 565 
0.522 019 
0.522 472 
0.522 926 

0.523 379 
0.523 832 
0.524 286 
0.524 739 
0.525 192 
0.525 645 
0.526 099 
0.526 552 
0.527 005 
0.527 458 

0.527 911 
0.528 364 
0.528 817 
0.529 270 
0.529 723 
0.530 175 
0.530 628 
0.531 081 
0.531534 
0.531986 

0.532 439 
0.532 891 
0.533 344 
0.533 797 
0.534 249 
0.0534 71 
0.535 154 
0.535 606 
0.536 059 
0.536 511 



logtanh z 



454 
454 
454 
454 
454 
454 
454 
454 
454 
453 

454 
454 
454 
453 
454 
453 
454 
453 
454 
453 

453 
454 
453 
453 
453 
454 
453 
453 
453 
453 

453 
453 
453 
453 
452 
453 
453 
453 
452 
453 

452 
453 
453 
452 
452 
453 
452 
453 
452 
452 



9.980 566 
9.980 605 
9.980 643 
9.980 682 
9.980 721 
9.980 759 
9.980 798 
9.980 836 
9.980 874 
9.980 913 

9.980 951 

9.980 989 

9.981 027 
9.981065 
9.981 103 
9.981 140 
9.981 178 
9.981 216 
9.981 253 
9.981 291 

9.981328 
9.981365 
9.981403 
9.981440 
9.981 477 
9.981 514 
9.981 551 
9.981 588 
9.981 624 
9.981 661 



9.981 
9.981 
9.981 
9.981 
9.981 
9.981 
9.981 
9. 981 
9.981 
9.982 



698 
734 
771 
807 
844 
880 
916 
952 
988 
024 



9.982 060 
9.982 096 
9.982 132 
9.982 168 
9.982 203 
9.982 239 
9.982 274 
9.982 310 
9.982 345 
9.982 380 



39 
38 
39 
39 
38 
39 
38 
38 
39 
38 

38 
38 
38 
38 
37 
38 
38 
37 
38 
37 

37 
38 
37 
37 
37 
37 
37 
37 
37 
37 

36 
37 
36 
37 
36 
36 
36 
36 
36 
36 

36 
36 
36 
35 
36 
35 
36 
35 
35 
36 
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1.950 
1.951 
1.952 
1.953 
1.954 
1.955 
1.956 
1.957 
1.958 
1.959 

1.960 
1.961 
1.962 
1.963 
1.964 
1.965 
1.966 
1.967 
1.968 
1.969 

1.970 
1.971 
1.972 
1.973 
1.974 
1.975 
1.976 
1.977 
1.978 
1.979 

1.980 
1.981 
1.982 
1.983 
1.984 
1.985 
1.986 
1.987 
1.988 
1.989 

1.990 
1.991 
1.1992 
1.993 
1.994 
1.995 
1.996 
1.997 
1.998 
1.999 

2.000 



logooah z 



0.554 547 
0.554 964 
0.555 382 
0.555 799 
0.556 216 
0.556 633 
0.557 050 
0.557 468 
0.557 885 
0.558 302 

0.558 720 
0.559 137 
0.559 555 
0.559 972 
0.560 390 
0.560 807 
0.561225 
0.561 642 
0.562 060 
0.562 478 

0.562 895 
0.563 313 
0.563 731 
0.564 149 
0.564 566 
0.564 984 
0.565 402 
0.565 820 
0.566 238 
0.566 656 

0.567 074 
0.567 492 
0.567 910 
0.568 328 
0.568 747 
0.569 165 
0.569 583 
0.570 001 
0.570 420 
0.570 838 

0.671 256 
0.571 675 
0.572 093 
0.572 611 
0.572 930 
0.673 348 
0.573 767 
0.574 186 
0.674 604 
0.576 023 

0.575 441 



417 
418 
417 
417 
417 
417 
418 
417 
417 
418 

417 
418 
417 
418 
417 
418 
417 
418 
418 
417 

418 
418 
418 
417 
418 
418 
418 
418 
418 
418 

418 
418 
418 
419 
418 
418 
418 
419 
418 
418 

419 
418 
418 
419 
418 
419 
419 
418 
419 
418 



log sinh X 



0.636 963 
0.537 415 
0.537 868 
0.638 320 
0.638 772 
0.539 224 
0.539 676 
0.540 128 
0.540 580 
0.541 032 

0.641484 
0.541 936 
0.642 387 
0.542 839 
0.543 291 
0.643 743 
0.544 194 
0.544 646 
0.546 098 
0.546 649 

0.646 001 
0.546 452 
0.546 904 
0.547 365 
0.647 806 
0.648 258 
0.648 709 
0.649 160 
0.649 612 
0.550 063 

0.650 614 
0.650 965 
0.551 416 
0.651868 
0.552 319 
0.662 770 
0.663 221 
0.653 672 
0.654 122 
0.664 673 

0.666 024 
0.665 476 
0.556 926 
0.656 377 
0.556 827 
0.567 278 
0.657 729 
0.658 179 
0.568 630 
0.559 080 

0.659 631 



452 
463 
462 
462 
462 
462 
462 
462 
462 
462 

452 
461 
452 
452 
452 
451 
452 
462 
461 
452 

461 
462 
461 
461 
462 
461 
461 
452 
461 
461 

461 
461 
462 
461 
451 
451 
451 
450 
461 
461 

451 
461 
461 
450 
451 
461 
460 
451 
460 
461 



logtanhx 



9.982 416 
9.982 461 
9.982 486 
9.982 621 
9.982 666 
9.982 691 
9.982 626 
9.982 660 
9.982 696 
9.982 729 

9.982 764 
9.982 798 
9.982 833 
9.982 867 
9.982 901 
9.982 936 

9.982 970 

9.983 004 
9.983 038 
9.983 072 

9.983 106 
9.983 139 
9.983 173 
9.983 206 
9.983 240 
9.983 274 
9.983 307 
.9.983 340 
9.983 374 
9.983 407 

9.983 440 
9.983 473 
9.983 506 
9.983 539 
9.983 672 
9.983 605 
9.983 638 
9.983 670 
9.983 703 
9.983 736 



9.983 
9.983 
9.983 
9.983 
9.983 
9.983 
9.983 
9.983 
9.984 
9.984 

9.984 



768 
800 
833 
866 
897 
930 
962 
994 
026 
068 

089 



36 
36 
36 
36 
36 
36 
34 
36 
34 
36 

34 
36 
34 
34 
36 
34 
34 
34 
34 
33 

34 
34 
33 
34 
34 
33 
33 
34 
33 
33 

33 
33 
33 
33 
33 
33 
32 
33 
32 
33 

32 
33 
32 
32 
33 
32 
32 
32 
32 
31 
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CuKVB No, 
FORM A 
Separation of Odd and Even Harmonics for 72 Ordinate Analysis 

Vm = i (ym — ym+w). ym" = i (ym + Vm+u)' 
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53 






35 






71 







Use ym in analysis for odd hannonics. Carry ym' to Form E as data. 
Remarks. 
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